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Preface 


As strategic points and important hubs for international trade and marine devel- 
opment, large seaports consume a huge amount of energy and are also one of the 
major sources of carbon emissions. In the context of “carbon peaking and carbon 
neutrality,’ it is urgent to prioritize the development and use of new energy, build 
low-carbon and green ports, and achieve energy saving and emission reduction. Ports 
are composed of logistics subsystems and energy subsystems. The electrification of 
logistics and the integration of different energies are key ways to solve the high 
energy consumption and high emissions in ports. The application of renewable ener- 
gies like wind and solar, as well as clean fuels such as natural gas and hydrogen, is 
becoming increasingly widespread. Concurrently, the use of advanced technologies 
like multiple energy storage systems, shore power, and electric yard bridge cranes 
is on the rise. This expansion is deepening the interconnectivity of various forms 
of energy, logistics, and shipping, leading to a complex coupling relationship with 
heightened mutual influences, thus necessitating a thorough understanding for energy 
optimization and carbon emissions reduction. Therefore, it is very necessary to study 
the methods and technologies of low-carbon operation and energy optimization of 
ports under the coupling of multiple logistics and energy systems. 

The port’s integrated energy system is a dynamic interplay of logistics and energy 
subsystems. The energy subsystem, underpinned by the concept of an energy hub, 
is a tripartite composition involving the energy supply side, the energy conversion 
side, and the load side. This system works in tandem with the logistics subsystem, 
which is responsible for both dispatching logistics and serving as an integral part of 
the energy load. These two subsystems interconnect and form a unified port energy 
system that delivers an integrated service of energy and logistics to both the port and 
docked ships. On the supply side, the energy system encompasses the primary power 
grid, the primary gas grid, and renewable energy sources such as wind turbines and 
photovoltaic cells. Energy conversion and coupling are facilitated by the energy hub, 
featuring various types of energy networks—the power grid, natural gas network, 
and heat network and an array of energy conversion equipment. The load side is 
equally diverse, comprising port cold and heat loads, civilian electricity loads, and 
the loads of ships and shore cranes. Through the synchronization of incoming and 
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outgoing ship movements and the allocation of shore cranes, the dispatch center 
plays a crucial role in maintaining a seamless seaport logistics-energy system. The 
management of various energy devices’ outputs, along with the operational status 
of ship equipment, further enhances the coordination and efficiency of this complex 
system. This allows for efficient logistics interaction between the ships and the port. 
Meanwhile, the shore-based power supply serves as a conduit for energy exchange 
between the ships and the port, further enhancing the overall system efficiency. 

This book aims to analyze the interaction mechanisms of energy and logistics 
subsystems in green ports, establish models of energy characteristics and carbon 
emissions for ships, machines, vehicles, multi-energy sources, and port yards, and 
explore the potential for coupling and complementarity between subsystems on 
multiple spatiotemporal scales. It proposes methods for logistics-energy multi- 
timescale coordinated optimization regulation and energy management. Further- 
more, it clarifies the complex impact of the multiple uncertainties of logistics and 
energy systems on energy consumption and emissions and resolves optimization 
problems related to the coordination of logistics-energy interaction, multiple energy 
coupling conversion, and graded allocation of production tasks in green ports. This 
will provide guidance for port economic operations, energy pricing, multi-agent 
games, and corresponding low-carbon policies. 

Chapter 1 provides a comprehensive overview of research status and opportunities 
on low-carbon technologies for integrated port energy system. 

The next five chapters (Chaps. 2—6) present several crucial components of the port 
electrification approaches. Chapter 2 is about the optimal configuration of renew- 
able energy and energy storage in port microgrid. A novel method for generating 
typical operational scenarios for port microgrid is proposed, enabling lower compu- 
tational complexity and more accurate results in port microgrid planning. Chapter 3 
aims at shore power variable frequency control in hybrid AC-DC port microgrid 
and proposes an adaptive bidirectional droop control strategy for the interlinking 
converter. Chapter 4 systematically studies the basic structure, unified interface, flex- 
ible interconnection scheme, and control system and methods of multi-microgrids, 
thereby expanding the diversity and flexibility of interconnected multi-microgrids. 
Furthermore, to address a series of issues arising from the grid connection of the 
ship’s power grid with shore power, Chap. 5 develops a smooth control strategy for 
port-ship islanding/grid-connected mode switching. Chapter 6 proposes a voltage 
optimization approach for port power supply networks with soft open points, which 
effectively reduces voltage fluctuations based on real-time model predictive control. 

The third part of this book (Chaps. 7—11) addresses comprehensive optimization 
and management of port energy systems. Chapter 7 proposes a refrigerated container 
cluster-layered scheduling architecture and a collaborative optimization strategy for 
multi-agent refrigeration efficiency. This approach addresses the challenges of opti- 
mizing the solution and calculation efficiency for large-scale refrigerated container 
load scheduling in ports. Chapter 8 focuses on the impact of the time-of-use tariff 
on demand side response (DSR) and proposes a frequency-based DSR strategy, 
avoiding frequency stability issues related to DSR. Chapter 9 presents an energy 
cascade utilization method, achieving comprehensive optimization and utilization 
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of various forms of energy in port’s electric thermal microgrids. Chapter 10 aims 
at optimal operation of integrated port energy systems under coordination between 
logistic and energy systems, so as to minimize total costs including logistic oper- 
ating and energy service costs. Chapter 11 studies the joint scheduling method of 
power flow and berth allocation in port microgrid to improve energy efficiency and 
economic benefits. 

The book’s last chapter focuses mainly on future prospects of low-carbon 
management cases in ports under the context of port electrification and integrated 
energy. 

This book is the result of the guidance and support from the Shanghai Engineering 
Research Center of Intelligent Ship Integrated Power System. We would like to 
express our profound gratitude to the National Natural Science Foundation of China 
(5233000026) for the significant support toward our research. Our team members, 
including Xiaobo Wang, Jie Wang, Yiwen Huang, Congzhe Gao, Li Yang, Pan Wu, 
and Hao Tian, have all contributed significantly to the research process. Xiao Yu and 
Hao Li were instrumental in the preparation of the manuscript. We wholeheartedly 
extend our gratitude to all involved. 

Despite our best efforts, we acknowledge that this book may have areas for 
improvement due to our own limitations and practical experience. We warmly 
welcome and appreciate any corrections or suggestions from our readers. 


Shanghai, China Wentao Huang 
July 2023 
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Chapter 1 A) 
Overview and Research Opportunities get 
in Energy Management for Port 

Integrated Energy System 


1.1 Introduction 


As a strategic pivot and important hub for ocean development and international 
trade, large ports consume huge amounts of energy and are one of the main sources 
of global carbon emissions [1]. China has a vast port scale, with seven of the world’s 
top ten ports located in China [2]. The top ten seaports in China based on their 
annual container throughput as of 2021 are listed in Table 1.1. Various types of 
ports along the coast, rivers, and inland waterways are densely distributed in China, 
forming a systematic networked geographical layout with Shenzhen Port, Shanghai 
Port, and Tianjin Port as the main hub ports for shipping, Ningbo-Zhoushan Port, 
Guangzhou Port, Qinhuangdao Port, Qingdao Port, Dalian Port, and Rizhao Port as 
important regional auxiliary ports for shipping, and other medium and small ports as 
supplementary ports. Against the backdrop of “carbon peak and carbon neutrality”, 
energy-saving and emission reduction in ports have become urgent. Relevant insti- 
tutions such as the International Maritime Organization have introduced a series of 
regulations to restrict emissions from the shipping industry, and countries are contin- 
uously deepening the adjustment of industrial structure to address the problem of 
high energy consumption and emissions in the water transport industry. The “14th 
Five-Year Plan” for Green Transportation Development issued by the Ministry of 
Transport proposes that by 2025, the proportion of new energy container trucks in 
international hub ports will reach 60%, and the transformation of existing opera- 
tional ships into electric power facilities will be accelerated. In 2022, the National 
Development and Reform Commission and ten other ministries jointly issued the 
“Guiding Opinions on Further Promoting Electrical Energy Substitution”, pointing 
out the need to deepen the electrification of the transportation sector and promote 
shore power construction. State Grid Corporation has implemented more than 600 
port shore power demonstration projects in the Bohai Rim, southeast coastal large 
ports, the Yangtze River Delta, Beijing-Hangzhou Grand Canal, and ports along the 
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Yangtze River. Therefore, building low-carbon and green ports, prioritizing the devel- 
opment and utilization of clean energy, and promoting environmental protection are 
hotspots that urgently need to be studied in China’s energy structure upgrading and 
ecological green development path [3, 4]. 

With the development of technology, various renewable energy sources such as 
solar energy, wind energy, tidal energy, and wave energy have become possible for 
application in ports [5]. The implementation of projects such as “‘oil-to-electricity” 
conversion, shore power, and new energy ships [6, 7] has turned ports into industrial 
hubs tightly integrated with transportation logistics and energy systems [8]. In this 
context, the opportunity to replace energy with electricity and construct a low-carbon 
green port comprehensive energy system not only meets the requirements of the 
era’s development but also represents an inevitable trend in port development. In the 
future, large-scale operational equipment in green ports will fully adopt electricity 
substitution technologies [9], resulting in a strong coupling between port logistics 
and energy systems. Additionally, the port area will encompass various forms of 
energy, leading to increasingly complex coupling relationships and growing mutual 
influences between different energy sources and logistics. Under the coupling of 
multiple systems in logistics and energy, low-carbon methods and technologies for 
green port comprehensive energy systems have become a current research hotspot 
[10, 11]. 

This chapter provides an overview of the development status of low-carbon tech- 
nologies in ports, focusing on aspects such as electricity substitution, renewable 
energy generation, and clean fuel applications. It analyzes the operational character- 
istics of port logistics systems and discusses in detail the coupling mechanisms and 
modeling methods between energy systems and logistics systems. The article summa- 
rizes the typical characteristics of port comprehensive energy systems and existing 
energy management methods. Finally, based on existing research, it proposes key 
research directions that urgently need breakthroughs in port comprehensive energy 
systems. 


Table 1.1 The top ten seaports in China based on their annual container throughput as of 2021 


Rank Seaport Province Annual Container Throughput (TEUs) 
1 Shanghai port Shanghai 47,030,000 
2 Ningbo-Zhoushan port Zhejiang 31,080,000 
3 Shenzhen port Guangdong 28,770,000 
4 Guangzhou port Guangdong 24,180,000 
5 Qingdao port Shandong 23,710,000 
6 Tianjin port Tianjin 20,270,000 
7 Xiamen port Fujian 12,050,000 
8 Beibu gulf port Guangxi 6,010,000 
9 Yingkou port Liaoning 5,210,000 
10 Rizhao port Shandong 5,170,000 
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1.2 Low-Carbon Technology in Ports 


1.2.1 Electric Energy Substitution 


(1) Cold-Ironing Technology 


Usually, shortly after a ship arrives at a port and docks, the main generator is shut down 
while the diesel auxiliary generator is turned on to supply power for communication, 
lighting, ventilation, cargo handling, and other activities. Generally, the auxiliary 
generator uses cheap and low-quality fuel, resulting in low fuel efficiency, high 
losses, and high emissions of pollutants, creating a significant “floating chimney” 
effect at sea [12]. One important measure to reduce emissions during berthing is to 
use shore power to supply electricity to the vessel instead of using onboard auxiliary 
engines. Ship shore power technology refers to the practice of shutting down the 
ship’s own diesel auxiliary generator and using the power system on the dock to 
provide electricity to the vessel. This way, electrification from shore to ship can be 
achieved. 

Shore power technology has shown significant emission reduction effects and has 
been gradually applied in multiple ports worldwide, such as Yangshan Port in China 
[13], Dongguan Port [14], and Jurong Port in Singapore [15]. Studies have shown 
that the use of shore power technology can reduce global port emissions by 10% [16]. 
However, the emission reduction effects vary significantly among different ports due 
to policy differences and variations in charging standards in different countries and 
regions. According to estimates, the emission reduction proportion of shore power 
in UK ports is 2% [16], while the emission reduction effect in Kaohsiung Port in 
Taiwan, China exceeds 57% [17]. 

The demand for shore power varies among different types of vessels. For bulk 
carriers, a comparison between shore power and shipboard fuel in literature [18] 
indicates that shore power has significant economic advantages when the electricity 
price is below 0.19 USD/kWh, reducing operational costs and energy consumption 
by up to 75%, providing a win—win solution for shipowners and port authorities. 
On the other hand, when cruise ships are berthed, a large amount of electricity is 
required for passenger activities, making the demand for shore power more urgent. 
A study [19] analyzed cruise ship cases in three different regions and found that 
the use of shore power can average reduce greenhouse gas emissions by 29.3%. In 
Norway, France, and Brazil, cruise ports can reduce carbon emissions by 99.5, 84.9, 
and 85.3%, respectively, through the use of shore power technology. 

Although shore power technology has significant advantages in emission reduc- 
tion, its widespread adoption is still a major challenge. The main obstacles include 
technological and policy aspects. On the technological side, issues such as power 
quality, system stability, reliability, safety, and synchronization caused by shore 
power access need to be addressed [20, 21]. After other industrial or commercial 
power systems are energized, circuit breakers only trip in maintenance or fault 
situations, while shore power systems require frequent breaker operations, posing 


4 1 Overview and Research Opportunities in Energy Management for Port ... 


safety hazards to operators. In addition, large-scale port shore power operations often 
require large substations, with the high-voltage side close to port facilities. In the 
absence of proper planning, grounding faults on the high-voltage side of substations 
can cause dangerous contact voltage. At the same time, there are multiple types of 
ship frequencies. In a country like China where the utility power supply frequency is 
50 Hz, frequency conversion is required, which also poses challenges for the synchro- 
nization of shore power systems. On the policy side, the degree of marketization of 
electricity is a key factor restricting the promotion of shore power. Taking China 
as an example, the electricity regulations clearly state that power companies are the 
main providers of electricity services, while shore power requires ports to provide 
power services to vessels, and relevant policies and regulations need to be improved 
urgently. 


(2) Electrification of Logistics Equipment 


Ports need to provide ample logistics services for docked ships through a variety of 
different types of logistics equipment, including quay cranes (QC), yard cranes (YC), 
conveyor belts, and transfer vehicles. QC is used for loading and unloading cargo or 
containers from the ship’s side. YC is divided into rail-mounted gantry (RMG) and 
rubber-tire gantry (RTG), which are used for container loading, unloading, handling, 
and stacking in the yard. The main difference is that RMG moves on rails, while RTG 
moves on rubber tires. Conveyor belts are used to handle bulk cargo, such as coal, 
fertilizer, and wood. Transfer vehicles include reach stackers (RS) for container 
lifting, straddle carriers (SC) for container transfer, and lift trucks (LT) for cargo 
lifting and stacking. 

Traditionally, these logistics equipment were almost all manually driven. In recent 
years, highly automated port equipment, such as automated RTG and RMG, have 
been used to improve efficiency and reduce labor costs [22]. The energy sources for 
these devices have also become more diversified. Table 1.2 shows the main energy 
supply methods for the above equipment [23]. From Table 1.2, it can be seen that 
electricity is the most commonly used energy supply method in ports, which can 
provide power for all major equipment in the port, and is energy-saving, easy to 
control, and easy to automate. This makes the electrification of logistics equipment 
in large ports an irreversible trend. 

QC can recover energy during the lifting process and store it for later use [24]. 
Therefore, the integration of electrification and energy storage systems can transfer 
QC’s peak load, improving energy utilization efficiency. Literature [25] used super- 
capacitors to reduce QC’s peak load from 1211 to 330 kW. Literature [26] reduced 


Table 1.2 Energy source for different equipment 
Equipment QC RMG RTG RS SC LT 
Diesel RA - 


Electricity NA af 
Natural gas - - 


QIN 
RRA 
Z JAJA 
xq 
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QC’s peak load from 1500 to 150 kW by integrating energy storage systems. The 
transfer of peak load means higher energy efficiency, achieving energy conservation 
and emission reduction. In terms of YC, RMG usually has higher energy efficiency 
than traditional RTG because it is electrically driven, but RTG’s advantage is its 
flexibility in operation, as it is not limited to rails. Therefore, the electrified RTG (E- 
RTG), which balances the flexibility of RTG operation and the high energy efficiency 
of RMG, is currently the mainstream trend. Studies have shown that compared with 
traditional RTGs using diesel as fuel, the energy cost of E-RTGs has decreased by 
86.60%, and greenhouse gas emissions have decreased by 67% [27]. 

For other yard equipment, such as RS, SC, and LT, hybrid diesel-electric engine 
systems have been integrated. Studies have shown that the fuel efficiency of hybrid 
SC has increased by 27.1%, and carbon emissions have been reduced by more than 
66% [28]. With the development of electrical engineering technology, especially 
energy storage technology, fully electric RS, SC, and LT will soon become a reality, 
helping to promote green and low-carbon development in ports [29]. 


1.2.2 Renewable Energy 


Renewable energy includes sources such as solar, wind, tidal, wave, and geothermal 
energy, among others. Unlike fossil fuels, renewable energy has a fast regeneration 
rate and does not produce gas emissions. It is an important technological tool in 
achieving low-carbon ports. In recent years, the use of renewable energy in ports 
has become increasingly widespread. Literature [30, 31] has studied the importance 
of renewable energy in establishing low-carbon ports. Literature [32] considers “the 
percentage of energy from renewable resources” as an important Key Performance 
Index (KPI) for sustainable intelligent ports. Literature [33] has proposed a creative 
method of covering the roofs of refrigerated areas with photovoltaic cells, generating 
electricity for lighting, refrigeration, heating, etc. Covering these areas also shields 
the containers from direct sunlight, reducing the amount of energy needed for cooling. 

In practical engineering applications, more and more ports are considering renew- 
able energy as the main measure to reduce carbon emissions. The port of Chennai 
in India evaluated the possibility of using photovoltaic power to supply energy to 
the port area from the perspective of open days, capacity utilization factors, and area 
available for placing photovoltaic cells, and gradually established test engineering 
projects [34]. Jurong Port in Singapore proposed the concept of a “zero-carbon” 
port and installed photovoltaic cells on the roofs of warehouses, creating an annual 
output of 12 million kWh through a leasing model [35]. The German maritime depart- 
ment emphasized the importance of renewable energy, particularly wind, solar, and 
geothermal energy, for German ports in a report published in 2017. Hamburg Port 
installed more than 20 wind turbines with a capacity of 25.4 MW [36]. In addition, 
Hamburg Port has established a photovoltaic power station with an expected annual 
output of 500 MWh [37]. Other renewable energies such as geothermal energy [38], 
tidal energy [39], and wave energy [40] are gradually being applied in ports. These 
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examples indicate that there is enormous potential for the use of renewable energy 
in ports. 

However, the planning and layout of renewable energy in ports still needs to be 
studied. Taking photovoltaic and wind power as the most widely used examples, 
the installation location of photovoltaic arrays must have sufficient solar radiation. 
Rooftop photovoltaics are preferred, so the load requirements for distributed photo- 
voltaic power systems on the roofs of large warehouses and other buildings in newly 
built port areas must be considered. When installing port wind turbines, factors 
such as changes in sea conditions, reserved selection ranges for axis lines, navigable 
widths of entry channels, safety distances between anchorages and navigation chan- 
nels, scale of anchorages, and safety distances between anchorages and wind farm 
boundaries must be considered [41]. With the adjustment of port scale, the layout 
of renewable energy power stations in ports also needs to be adjusted, and a safe, 
efficient, and economical layout plan is urgently needed. 


1.2.3 Clean Fuel 


Currently, the maritime transportation industry heavily relies on fossil fuels, espe- 
cially heavy oil, as a source of power. Substituting low-carbon or even zero-carbon 
fuels for heavy oil is an important way to achieve decarbonization in the shipping 
industry. Liquefied natural gas, biomass fuels, and hydrogen energy are currently the 
most promising clean fuels for shipping. 

Some ports have already considered using liquefied natural gas for port equipment. 
In 2008, the Port of Long Beach evaluated liquefied natural gas fueling facilities [42]. 
As part of the European Union-funded Green Crane project, multiple ports in Europe 
evaluated terminal tractors, liquefied natural gas or dual fuel RTGs, and liquefied 
natural gas-dual fuel RS based on liquefied natural gas fuel. The use of liquefied 
natural gas for terminal tractors is estimated to reduce carbon dioxide emissions by 
16%, while nitrogen oxide emissions will also be reduced [27]. Research in [43] 
shows that using liquefied natural gas can reduce carbon dioxide emissions by 25% 
compared to fossil fuels. In addition, the International Maritime Organization has 
set stricter requirements for marine emissions in the latest International Convention 
for the Prevention of Pollution from Ships, which clearly stipulates that the global 
marine fuel sulfur content limit will be reduced from 3.5 to 0.5% from 2020 onwards. 
Therefore, more and more ships will begin to use clean fuels based on liquefied natural 
gas. 

Biodiesel mixed with diesel is also an important clean fuel in ports. The Port of 
Rotterdam in the Netherlands produces biodiesel mixed fuel by blending biofuels 
with diesel fuel currently in use at a ratio of 3:7. The port’s biomass fuel throughput 
reached 4.8 million tons in 2016 and has become a major import and export hub [44]. 
In this process, port waste is used as a renewable resource for producing biomass 
fuel. 


1.2 Low-Carbon Technology in Ports 7 


Although liquefied natural gas and biomass fuels are cleaner than traditional fossil 
fuels, they are not the best long-term solution because they cannot achieve zero 
emissions. Hydrogen energy, as a zero-carbon fuel, is the best choice for achieving 
carbon neutrality in ports. 

Hydrogen energy is a high-energy density and long-term storage efficient energy 
storage method. In terms of energy utilization, the high-capacity and long-term 
storage mode of hydrogen energy is more sufficient for the use of renewable energy; 
in terms of scale storage economy, the cost of fixed-scale hydrogen storage is one 
order of magnitude lower than that of battery storage [45]. The basic principle of 
hydrogen storage is to electrolyze water to obtain hydrogen and oxygen. Taking wind 
power as an example, when there is sufficient wind power but it cannot be connected 
to the grid, hydrogen can be produced by using wind power to electrolyze water and 
store hydrogen; when energy is needed, the stored hydrogen can be converted into 
electricity through a hydrogen fuel cell. Ports are renewable energy-intensive areas 
with abundant water resources. Renewable energy can be used to electrolyze water 
to produce hydrogen, which can be used to achieve pollution-free and zero-emission 
hydrogen production and utilization, while solving the problems of wind and solar 
energy waste [46]. Combining hydrogen storage with new energy generation is an 
excellent choice to reduce hydrogen storage costs and improve new energy gener- 
ation utilization. Hydrogen energy can be applied to many scenarios in ports, such 
as commuting, transportation vehicles, loading and unloading machinery, etc. As a 
clean energy source with no pollutant emissions and no greenhouse gas emissions, 
hydrogen energy has become the focus of promoting clean energy use in port loading 
and unloading production equipment. The Shandong Port “14th Five-Year Plan” for 
scientific and technological innovation clearly stipulates that in order to build a clean 
energy system in ports and build a “China Hydrogen Port”, more than two hydrogen 
refueling stations for port scenarios should be built, with a total hydrogen refueling 
capacity exceeding 1000 kg/12 h. 

Hydrogen fuel cells are a high-efficiency and clean way to convert hydrogen 
energy into stable electricity. They have already been applied in ports. For example, 
the Port of Qingdao in Shandong Province has launched the first hydrogen fuel cell 
vehicle refueling demonstration and operation project in Chinese ports [47]; The 
Port of Valencia in Spain tested hydrogen gas produced by renewable energy in fuel 
cell stackers and analyzed methods to improve energy efficiency, performance, and 
operational safety using fuel cell terminal equipment [48]. Research in [49] analyzed 
the factors that need to be considered when using hydrogen fuel cell forklifts in green 
port construction, including safety, facility investment, and cleanliness, pointing out 
the necessity of applying hydrogen fuel cell forklifts. The ports of Los Angeles and 
Long Beach evaluated the feasibility of using commercial fuel cells and hydrogen as 
clean energy sources for various equipment. The research results show that the large- 
scale application of hydrogen energy in ports is still restricted by low production 
efficiency, strict storage conditions, limited maturity level of technology, and low 
return on investment [50]. This is also the focus of future research. 
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1.2.44 Low-Carbon Port Management 


With the abundance of renewable energy and flexible load resources in ports, more 
and more ports are introducing digital and intelligent technologies to develop low- 
carbon integrated management platforms. Figure 1.1 shows a schematic diagram of 
the integrated carbon reduction work of the low-carbon platform load source network 
in ports. Generally speaking, low-carbon platforms mainly monitor, control, analyze, 
and optimize port resources to help promote green and low-carbon development in 
ports. Figure 1.1 centers around the low-carbon platform and achieves centralized 
and distributed energy generation, multi-directional flow, and real-time data manage- 
ment. Literature [51] provides a construction roadmap for the port low-carbon plat- 
form project, which mainly includes the initial stage and installation stage. The 
initial stage includes: (1) equipment load analysis; (2) analysis of the intelligent grid 
scenario in the port; (3) energy balance; (4) benefit analysis. The installation stage 
includes: (1) analysis of renewable energy and evaluation of daily fluctuations in 
energy generation; (2) optimization of peak shaving and demand response plans; (3) 
planning of energy storage; (4) management of electricity prices and costs. 

The low-carbon management platform uses key technologies to balance energy 
supply and demand in an intelligent way. The port low-carbon management platform 
mainly includes four pillars: (1) energy supply (electricity generation) management, 
including on-site renewable energy generation, cogeneration, and grid management; 
(2) battery energy storage capacity; (3) energy demand management, using real-time 
energy consumption measurement, electrified equipment, and shore power; (4) opti- 
mization management and communication of all active resources in the grid through 
optimization methods, load chart control, peak shaving, and utilization management. 
Literature [52] proposes an intelligent port low-carbon energy management system 
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Fig. 1.1 Schematic diagram of port low-carbon platform 
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composed of microgrids and overall energy planning, and discusses the importance 
of permanent design, energy efficiency, operational efficiency, and architectural effi- 
ciency in overall energy planning. Literature [53] designs a port-grid comprehensive 
platform composed of sensor technology, advanced smart meters, real-time moni- 
toring systems, control tools, battery technology, and communication technology to 
optimize port energy demand control and flexibility management. Literature [54] 
introduces the real-time transmission platform for energy consumption data in the 
stacking operation of Koper Port in Europe, which achieved a year-round power 
saving of 281 MWh and fuel saving of 311 tons in the port. Literature [55] proposes 
an intelligent port energy management system composed of microgrids and overall 
energy planning platforms, which can reduce port energy consumption and effec- 
tively reduce carbon emissions by monitoring the energy efficiency of port equipment 
facilities, terminal buildings, and other port facilities. In addition, the digital port 
information platform developed by Singapore Port can provide real-time informa- 
tion for upstream and downstream enterprises in port activities to better coordinate, 
plan, and allocate port resources [56]. Digital and intelligent technologies will be the 
backbone of low-carbon management platforms in ports. 


1.3 Coupling Mechanism and Modeling for Energy 
and Logistics 


Logistics transportation is the main responsibility of ports, which usually includes 
operations such as allocating berths and managing container transportation, refriger- 
ated container management, etc. Different logistics operation modes have significant 
impacts on the distribution of port loads, which in turn affects port energy distribution 
and system operation. It is necessary to study the coupling relationship between port 
logistics operations and energy scheduling, as well as the energy modeling method 
of logistics operations. 


1.3.1 Characteristics of Port Logistics Transportation 


Terminal operations include allocating berth space and service time for loading and 
unloading ships, which are usually referred to as berth allocation problems (BAP) 
[57,58]. The transfer of goods requires coordination between port equipment such as 
quay cranes, yard equipment such as stack cranes, and cargo loading and unloading 
equipment [59]. Therefore, the entire terminal operation is a comprehensive logistics 
problem, and the operator usually aims to maximize the efficiency and throughput 
of the port to obtain better economic benefits. 

BAP is the focus of port operation scheduling, which determines the berthing 
position and time of moored ships. Currently, a large amount of research has been 
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conducted on the berth allocation problem in ports. In [60], the impact of uncertain 
factors such as the arrival and operation time of moored ships on berth allocation was 
considered, and multi-objective optimization of BAP was achieved based on robust 
optimization. In [61], the existing BAP formula was modified to address the issue 
of priority for moored ships. In [62], the problem of dynamic berth allocation for 
ships was solved in a public berth system. In [63], the risk measure of the given berth 
timetable was minimized by considering berth productivity while minimizing the 
total service time of all ships. In [62], the dynamic berth allocation model was first 
formulated as mixed integer linear programming (MILP), and then extended to the 
quay crane assignment model in [64]. In [65], the optimal berth allocation model was 
formulated to minimize the total service time of all-electric ships, and solved using 
a particle swarm optimization method. In [66], a novel berth allocation model was 
proposed, which had effective inequalities and rolling horizon heuristics to improve 
problem-solving efficiency. 

In the above berth allocation process, the actual berthing time of the ship depends 
on the number of allocated quay cranes and the processing speed of quay cranes 
for containers. Therefore, the berth allocation problem is usually combined with 
the quay crane allocation problem (QCAP) [66-78]. In [66], a detailed model of 
crane scheduling considering container groups, non-crossing constraints, and safety 
distance was proposed for the first time. In [67], an integrated BAP and QCAP was 
considered, and a berth allocation model based on relative position formula was 
proposed. 

There is also a refrigeration demand in the port transportation process, and the 
refrigerated area consumes a large amount of electricity. Refrigerated containers 
must have external power supply, which is also an important energy consumption 
link. Efficient management of refrigerated containers meets the needs of ships and 
also reduces related costs. In [79], a spatio-temporal model suitable for relocating 
refrigerated containers was proposed. In [80], a scheduling method and simulation 
model of refrigeration-related processes were constructed in a realistic dynamic 
framework. 

Most of the above research is based on the perspective of port logistics manage- 
ment and transportation, aiming to maximize logistics transportation efficiency, and 
energy problems in logistics transportation are not involved. 


1.3.2 Coupling Mechanism of Energy and Logistics 


With the increasing electrification level of ports, the coupling between logistics and 
energy systems is becoming increasingly tight. The close coupling of logistics and 
energy is an important trend in this special scenario of ports, but it also brings new 
problems in the port operation process. For example, when a ship docks and uses 
shore power, the docking time of the ship will affect the time distribution of the 
shore power load, and the berth (corresponding to the grid node number) determines 
the spatial distribution of the shore power load. In addition, ship docking brings a 
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series of additional loads, mainly the power load of loading and unloading machinery 
(such as shore cranes and yard cranes). The docking time and position of the ship 
further determine the temporal and spatial distribution of the shore cranes, that is, the 
loading and unloading machinery work when the ship docks, and they are idle when 
the ship leaves, as shown in Fig. 1.2. Subsequently, new energy container trucks 
transport containers from the terminal to the yard, and the charging and discharging 
load of new energy forklifts is closely related to the operation path and time. In the 
yard, new energy forklifts and yard cranes handle the container transportation, and 
the charging and discharging load of new energy forklifts is similar to that of new 
energy container trucks, while the load of yard cranes is related to the frequency 
of container transportation. It can be seen that the operation mode of the logistics 
system determines the distribution of power load. 

On the other hand, the dispatching of the energy system also has a reverse effect 
on the operation of the port logistics system. The economic operation of the energy 
system requires the promotion of renewable energy consumption and the realization 
of source-load matching. By flexibly adjusting the operational methods of the logis- 
tics system, such as berth and gantry allocation, changing the temporal and spatial 
distribution of port logistics load can achieve the matching between logistics load and 
renewable energy generation. Thus, more logistics load can be supplied by renewable 
energy, reducing the energy consumption cost of the port energy system. Therefore, 
the output of renewable energy and the dispatching of the energy system will also 
have an impact on the operation of the port logistics system. Based on the above two 
points, it can be seen that port logistics transportation and energy dispatching are 
closely coupled and interact with each other, which is a significant characteristic of 
the comprehensive energy system of the port. 
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Fig. 1.2 Logistics and power interaction between ship and port during single berthing 
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1.3.3 Energy-Based Modeling of Logistics 


The port logistics system and energy system have different operating characteris- 
tics. In order to achieve the coordinated operation of port logistics and energy, it is 
necessary to establish a quantitative model of port logistics operations. 

In current research, in order to associate logistics scheduling with power demand, 
the common practice is to introduce 0-1 variables to represent the status of ships 
in port and the operation status of shore cranes and yard cranes. These 0-1 vari- 
ables are coupled with berth allocation and shore crane scheduling related variables, 
subject to logistics operation constraints, and can therefore represent the logistics 
operation process. At the same time, multiplying these 0-1 variables by the rated 
power of ships and shore cranes can obtain the ship-to-shore power load and shore 
crane workload related to logistics operations. Therefore, these 0-1 variables can 
reflect the characteristics of logistics operations and represent the power demand of 
ships and shore cranes, thereby obtaining a quantitative model of the port logistics 
system. In [81], the author introduced 0-1 variables to represent the ship’s berthing 
status, associated these variables with berth allocation and shore crane scheduling, 
and modeled the ship and shore crane power load using these variables, achieving 
quantitative modeling of ship logistics operations. Similarly, Literatures [82] and 
[83] both modeled the state of logistics equipment such as ships, shore cranes, and 
yard cranes by introducing 0-1 state variables, associating them with logistics oper- 
ation constraints, and using them to represent the power load demand of logistics 
equipment. 


(1) Ships 


In the above literature, the state variables of ships are the key to coupling logistics 
transportation and energy scheduling. Next, we will give an example of how to model 
the state variables of ships to couple logistics transportation and energy scheduling 
[81]. 

Let X; (t) denote the status of ship j in the port, where X;(t) = 0 before and after the 
ship berths, and X(t) = 1 during the ship’s stay in the port. Within a single scheduling 
period, the ship’s status in the port can be expressed as shown in Eq. (1.1): 


0, tefl, f] 
X ;(t) = 1, t € [t, heave] (1.1) 
0, te [feave T] 


where f, is the time when the ship arrives at the port, and teave is the time when the 
ship leaves the port. 
Based on (1.1), the energy demand of ships can be expressed as: 


Prip) = Pig’ Xj (2) (1.2) 
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where the ship’s power demand changing over time is expressed as the product of 
rated power and state variable. For a reefer ship, its power demand Paed should also 
include the refrigeration power of reefers. 

The ship’s time window in port is related to the allocation of quay cranes. Mean- 
while, the port will be informed in advance of the ship’s arrival, so the arrival time 
of the ship is known. After the ship arrives at the port, it will not immediately berth, 
but will wait in the anchorage area for port scheduling. The relationship between the 
time of arrival, time of berthing and time of departure is shown in (1.3). The time of 
departure tieave is determined by the time of arrival, the amount of cargo loaded and 
unloaded and the number of quay cranes allocated, as shown in (1.4): 


to < ti < teave (1.3) 


fleave = ti + Es | (1.4) 
j Jup 


where to is the time when the ship arrives at the port. N; is the quantity of containers 
loaded and unloaded by the ship, and the unit is TEU. ņ is the loading and unloading 
efficiency of the quay crane, and the unit is per TEU/hour. C; is the allocated number 
of quay cranes, and [-]yp means rounding up. 

Equation (1.4) shows the basic relationship between the ship’s time window in 
port and the number of allocated quay cranes. Ship logistics modeling is closely 
related to quay crane allocation, which requires further modeling of the quay crane. 


(2) Quay Cranes 


For quay cranes, their operating status can be represented by introducing new 0-1 
variables. Considering the close relationship between quay crane behavior and ship 
berthing, ship state variables are directly used to model quay cranes to reduce the 
variable size. 

Due to the restrictions on ship length and cargo handling capacity, the number of 
quay cranes that can be accommodated is limited, and the number of allocated quay 
cranes cannot exceed the minimum and maximum quay crane demand limits of the 
ship, as shown in (1.5). At the same time, due to the limited quay cranes, the total 
number of quay cranes in operation at a certain time cannot exceed the total number 
of quay crane resources Cmax, aS Shown in (1.6). 


GMs Caor (1.5) 
> X;OC; = Cmax (1.6) 
j=l 


The above formulas provide the basic logistics relationship that ships and quay 
cranes must meet. Based on this, other detailed berth allocation formulas and quay 
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crane scheduling formulas can be expanded on the basis of the above formulas to 
further model the logistics operation process in a more detailed manner. 

Based on ship state variables, the power expression of a single quay crane can be 
further obtained: 


Porane(t) = Pec Xi) (1.7) 
where the time-varying power demand of quay crane is expressed as the product of 
rated power and state variable. 

Combined with Sects. 1.3.1 and 1.3.2, itcan be seen that the state variables of ships 
and quay cranes are affected by logistics-related constraints. Therefore, the power 
demand of ships and quay cranes are highly correlated with the characteristics of 
logistics operations. The energy-based modeling of logistics operations involving 
ships and quay cranes must be taken into consideration. 

The above modeling process indicates the basic idea of energy-based modeling 
of port logistics operations. By introducing state variables to represent the working 
status of logistics machinery and associating the working status with logistics-related 
constraints, the introduced state variables can reflect the logistics operation charac- 
teristics of the equipment. On this basis, through expressions similar to Eqs. (1.2) 
and (1.7), the energy demand of logistics equipment can be achieved by using the 
introduced state variables. 


(3) New Energy Container Trucks 


New energy container trucks are one of the main equipment connecting the port and 
the storage yard. The truck transports cargo between the port and the yard while 
consuming a certain amount of energy, realizing the coupling between logistics 
and energy. At present, there is still a lack of corresponding research on the logis- 
tics—energy coupling modeling of new energy vehicles. This section presents the 
preliminary modeling method. 

The 0-1 variable z;,,, 0, and A; are used to indicate that the new energy container 
truck is in the state of transfer, charging and rest. The 0-1 variable f;, represents 
whether the truck is on the path j. The state constraint of the new energy container 
truck can be expressed as: 


Tit + Oi. +A, = 1 
T M 
Vv mili = L 


t i=l 


(1.8) 


where M is the total number of new energy container trucks. L; is the transfer capacity 
of a single new energy container truck within a unit time. L is the total number of 
transfer tasks within the dispatching cycle. The constraint in the first row represents 
that each new energy container truck must be in a certain state. The constraint in 
the second row represents that the transportation volume of all new energy container 
trucks must meet the total task requirements within the scheduling cycle T. 
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In addition, there are multiple routes for new energy container trucks to transfer 
between the wharf and the storage yard. The path selection constraints are as follows: 


J 
È Bija <1 

j 

Brija S Tit (1.9) 


M 
> Bi jai < Rj 


i=l 


where the first-row constraint means that each new energy container truck can only 
select one path. The second-row constraint means that only the truck in working state 
can select the transfer path. The third-row constraint represents the transportation 
bearing capacity of a certain path. The sum of bearing capacity of all the trucks 
occupying the path j must be less than the total bearing capacity of the path. 

Based on the above model, the energy consumption of the new energy container 
truck can be further obtained: 


T T ‘. 

trans Cc 
emi, PP = } o; P; 
t t 


= h 
Pit = Oi PS 


(1.10) 


where PFS and P% are respectively the transfer power and charging power of 
a single truck. P;, is the charging power of a single truck at every moment. The 
first-row constraint represents that the total energy consumption of the new energy 
container truck in the dispatching cycle T is equal to the charging energy, namely, 
the power balance constraint. The second-row constraint represents the power load 
of the truck from the perspective of the energy side. The truck will have an impact 
on the energy side only during the charging period, and will not have an impact on 
the energy side scheduling in the state of transfer and rest. 

Simple modeling can be achieved by introducing 0-1 variables to the logistics 
and energy consumption constraints of the new energy container truck. Due to the 
complex port logistics, more detailed modeling of the new energy container truck 
requires detailed parameters of the logistics transfer model and the charging and 
discharging model. 


(4) Belt Conveyors 


The quantitative modeling of belt function is similar to that of ships and quay cranes. 
It models the transmission speed of the belt conveyor by introducing 0-1 variables, 
and further associates the transmission power with the speed based on this. 

Assuming there are N speed intervals for the belt conveyor, and the transmission 
speed in each interval is represented by V;. Introduce 0-1 variables œ; for each speed 
interval, representing that the belt conveyor is currently in this speed interval at time 
t. Then the transmission speed of the belt conveyor at time t can be represented as 
follows: 
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N 
V, = X aj Vi 
PE (1.11) 
a, =l 
i=l 


In (1.11), the first line represents the transmission speed of the belt conveyor at 
time f, and the second line limits the belt conveyor at time ¢ to only be in a speed 
range. 

Based on (1.11) and using the linearization model pointed out in [84], the 
transmission power of the belt conveyor at time [84] ż can be obtained as follows: 


P,=kV, +b (1.12) 


The logistics transportation task of belt conveyor is to complete a certain amount 
of transportation within a specified time T. The modeling is as follows: 


T 
YVL =L! (1.13) 
t=1 


where L represents the transportation capacity of the belt conveyor in unit time. L! 
represents the total transportation volume that the belt conveyor needs to complete 
in the specified time T. 

From (1.11) and (1.12), it can be seen that the power demand of belt conveyor is 
coupled with the logistics operation constraint through the transport speed V;. The 
quantitative modeling of belt function considering the logistics constraint is realized. 


(5) Refrigerated Container Parks 


There is a refrigerated area in the port yard, and although the refrigeration power 
of the refrigerated containers is relatively independent of logistics transportation, it 
is still an important energy consumption link in the port. The temperature change 
of the refrigerated containers is coupled with the refrigeration power, which can 
be compared to the coupling relationship between the state of charge (SOC) of 
an energy storage battery and the charging power. When the refrigerated container 
loses power, its temperature rise rate is related to environmental temperature and its 
own parameters; when the refrigerated container is being charged, its temperature 
decrease rate is related to the charging power and its own parameters. Therefore, the 
relationship between the temperature of the refrigerated container and the charging 
power can be expressed as: 


Treat — Ty = Tog ATa(1 — e^) — Ince PoP At (1.14) 
where T, is the temperature of the reefer at time t. AT, is the difference between the 


internal temperature of the reefer and the ambient temperature. Zon and Ioff are 0-1 
variables indicating the opening and closing of the reefer respectively. cı and [85] 
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c2 are the correlation coefficients, whose specific values can be referred to in [85]. 
po is the charging power of the reefer at time f. 

The above model is a preliminary idea for quantifying the energy consumption in 
port logistics operations. With the implementation of green and low-carbon projects 
in ports, ports have become a common node where the three networks of energy, 
shipping, and logistics intersect. Large-scale equipment in the green port will fully 
adopt electric energy substitution technology, and the port logistics system and energy 
system will present strong coupling. However, a large number of discrete variables 
make it difficult to solve the optimization model, so it is necessary to continue to 
explore efficient model solving methods. 


1.4 Energy Management of Green Port Integrated Energy 
System 


With the development and maturity of low-carbon technologies, the application of 
electric energy substitution, renewable energy generation, and clean fuels has grad- 
ually been introduced into various ports. At the same time, the energy system and 
logistics system are deeply integrated, forming the Green Port Integrated Energy 
System. Through efficient energy management of the integrated energy system, the 
low-carbon development of the port can be achieved. 


1.4.1 Port Integrated Energy System 


As a typical representative of concentrated energy consumption in industrial produc- 
tion, ports have the characteristics of high energy consumption, high pollution, 
complex external environment, and resource-intensive, resulting in severe pollution 
emissions. Building low-carbon and green ports is a key area that urgently needs to 
be studied for upgrading the energy structure and promoting ecological green devel- 
opment in China. With the development of technology, the application of various 
renewable energies such as wind energy, solar energy, and tidal energy in ports has 
become possible [5]. The implementation of projects such as “oil-to-electricity,” 
“shore power,’ and “low-carbon ships” also makes ports become industrial hubs 
closely integrated with energy systems and logistics systems. Against this backdrop, 
the construction of a low-carbon port integrated energy system is not only in line with 
the requirements of the times but is also an inevitable trend for port development. 
The integrated energy system of ports is aimed at the loads of electricity, heat, 
natural gas, hydrogen, and other loads within the port area. Based on the comple- 
mentary characteristics of multiple energy types and the principle of energy cascade 


18 1 Overview and Research Opportunities in Energy Management for Port ... 


Hydro ogen 


Control Center 


— 


Natural Gas cues Land 


Cooling Load Charging Station 


Cooling -++++-++-— Heating ---++----— Gas = Hydrogen sss Electricity Signal — 


Fig. 1.3 Schematic diagram of integrated port energy system 


utilization, the energy system and logistics system are unified in planning and coordi- 
nated optimization of operation. This is an important way to improve energy utiliza- 
tion efficiency and reduce carbon emissions in the port area. The schematic diagram 
of the integrated energy system of ports is shown in Fig. 1.3. Countries with abundant 
port resources such as Europe, America, and China have already legislated or are 
in the process of legislating that large-scale port equipment in the future will fully 
adopt electric energy substitution technology and provide energy through the power 
grid. At the same time, the integrated energy system of ports will also supply heat, 
natural gas, and hydrogen to users through infrastructure such as heating networks, 
gas supply networks, and hydrogen refueling stations to meet various energy needs. 
In the transmission process of electricity, heat, gas, and hydrogen, the integrated 
energy system of ports couples electric energy, thermal energy, and cooling energy 
through combined cooling heating and power (CCHP) units; connects the power 
grid and hydrogen through power-to-hydrogen technology; realizes the conversion 
of hydrogen to natural gas through methaneization devices; and supplements heat 
energy shortage through equipment such as gas boilers and fuel cells. When the 
energy supply and demand of the system are unbalanced, surplus or insufficient 
energy can be stored or supplemented through energy storage devices of various 
energy forms (electricity storage, gas storage, heat storage, etc.) to achieve the energy 
dynamic balance of the port area. 


1.4.2 Flexible Resources of Green Port 


The significant difference between the green port integrated energy system and the 
traditional integrated energy system is the highly coupled energy system and logis- 
tics system, which includes various flexible loads. This makes the port integrated 


1.4 Energy Management of Green Port Integrated Energy System 19 


energy system have abundant flexibility resources, which can significantly improve 
the energy management level of the system after reasonable modeling and opti- 
mization scheduling. This section will summarize the application of adjustable flex- 
ibility resources in green port energy management from four aspects: energy storage 
devices, vehicle scheduling, berthing ship scheduling, and refrigerated container 
scheduling. 


(1) Vehicle Scheduling 


Ports require a large number of transportation vehicles in the process of cargo circu- 
lation, and the electrification/new energy of transportation vehicles has become a 
development trend. In Singapore’s Jurong Port, electric vehicles have become the 
main type of transportation vehicles [86]. The Port of Los Angeles in the United 
States has begun to use hydrogen energy as the power source for container trucks 
[87]. Reasonably arranging the charging and discharging behavior of transportation 
vehicles can provide additional flexibility for the port energy system. Literature [88] 
established a double-layer game model of electric vehicle aggregation merchants 
integrating electric vehicles to participate in power demand response, which can 
achieve the multi-subject optimal strategy of electric vehicles and energy suppliers. 
Literature [89] proposed an ordered charging and discharging scheduling strategy 
for commercial electric vehicle groups, which can control the number of parked 
and running vehicles in the electric vehicle group while meeting the operational 
requirements of commercial vehicles. 


(2) Berthing Ship Sheduling 


Ports need to allocate berths for berthing ships to provide various transportation 
services. Different types of ships have different energy demand, and different berth 
services have different service objects [90]. Reasonably deploying all berthing ships 
in the scheduling cycle and allocating different berths can also balance the energy 
demand of the port at different time periods, thereby providing additional flexibility 
for the energy system. Literature [91] established a Nash game model, introduced 
berth parking duration price incentives, and studied the impact of berth bidding on 
shore power. Literature [92] studied the energy consumption model of belt conveyor 
system closely related to the loading and unloading behavior of berthing ships and 
verified the potential of the model to participate in demand response. 


(3) Refrigerated Container Scheduling 


With the development of society, the demand for fresh food, plants, and flowers 
from different regions of the world has been increasing. The ocean refrigerated 
transportation business is constantly developing, and the proportion of refrigerated 
containers in the port yard is constantly increasing. Maintaining the temperature of 
goods in refrigerated containers within the allowable range requires a significant 
amount of energy, which is an important part of port energy consumption. At the 
same time, the operation of the reefer groups has flexibility in time and power, and 
optimizing scheduling can significantly improve the efficiency of the port energy 
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system [93, 94]. Literature [95] proposed a multi-subject energy management system 
for optimizing the operation of large-scale port refrigeration box groups, which can 
simultaneously schedule a large number of refrigeration boxes in multiple yards 
to achieve peak shaving and valley filling of port loads. Literature [96] simulated 
the total power variation of the refrigeration box group under natural conditions, 
and analyzed the potential for the reefer groups to participate in power balance 
optimization. 


(4) Energy Storage Devices 


The energy system is a complex system that maintains a balance between power 
and energy on different time scales, so energy storage devices that can smooth out 
power and energy fluctuations are an important part of the flexibility resources in the 
integrated energy system [97]. Thanks to the rich energy sources, ports, especially 
large seaport integrated energy systems, can apply various energy storage technolo- 
gies such as electric energy storage, thermal energy storage, natural gas storage, and 
hydrogen storage. Different types of energy storage have their own advantages, and 
cooperation can improve the overall economic benefits of the system [98]. 

Electric energy storage technology is the most mature and has been widely 
studied in the application of the power system [99-101]. In terms of thermal energy 
storage, Literature [102] established a detailed mathematical model of thermal energy 
storage, which can be used to accurately simulate the operating characteristics of 
thermal storage devices. Literature [103] analyzed the commonalities and differ- 
ences between thermal energy storage and electric energy storage, and established 
unified storage models and detailed thermal energy storage models. Literature [104] 
analyzed the impact of thermal storage equipment on the operation flexibility of 
combined heat and power units. Regarding natural gas storage and hydrogen storage, 
Literature [105] established a hydrogen-natural gas hybrid storage system model and 
proposed corresponding economic dispatch optimization models to analyze its opera- 
tional benefits. Literature [106] studied the configuration and optimization operation 
methods of natural gas storage under multiple time scales. Literature [107] analyzed 
the energy efficiency of hydrogen storage coupled with natural gas combined cycle 
systems and studied the key factors affecting hydrogen production. 


1.4.3 Energy Management Model of Port Integrated Energy 
System 


The green port integrated energy system contains abundant flexible resources and 
and multiple forms of energy, with great potential for energy optimization manage- 
ment. This section summarizes existing research results on energy management 
models from two aspects: considering heterogeneous energy characteristics and 
under uncertainty conditions. 
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(1) Energy Management Model Considering Heterogeneous Energy Charac- 
teristics 


In port integrated energy systems, different energy types have different time scales 
and energy transmission characteristics due to different energy transmission media. 
Fully considering heterogeneous energy characteristics can make the energy manage- 
ment model more accurate and effectively improve the system’s energy utilization 
efficiency. Literature [108, 109] used the node method to establish a thermal system 
model when managing energy, fully considering the thermal network transmis- 
sion characteristics and combining transmission heat loss and temperature mixing. 
Literature [110] used the heat conduction equation to characterize the tempera- 
ture distribution inside the heat transfer pipeline and calculated the node temper- 
ature using the temperature mixing equation. Literature [111] established a dynamic 
model of thermal systems, considering temperature delay and mass flow rate 
changes during energy transmission. Regarding natural gas systems, Literature [112] 
considered natural gas flow rate and pressure to establish an energy optimization 
scheduling model for port integrated energy systems that consider natural gas flow 
characteristics. 


(2) Energy Management Model Considering Uncertainty 


In port integrated energy systems, due to the large-scale access of renewable energy 
and a large number of flexible resources, uncertainty factors are widely present. 
Currently, scholars often use stochastic optimization models to describe uncertain 
parameters probabilistically, thereby transforming models containing uncertainty 
into deterministic mathematical programming problems [113, 114]. Literature [115] 
used the Monte Carlo method to generate random scenarios to characterize uncer- 
tainty factors. Literature [116] considered the propagation of uncertainty between 
the electricity and gas networks and established a two-level stochastic optimization 
model and a multi-level stochastic optimization model. However, the accuracy of 
stochastic optimization models depends on the accuracy of characterizing uncer- 
tain factors, and there is a trade-off between solving accuracy and computational 
difficulty. 

Robust optimization methods can also be used for energy management optimiza- 
tion under uncertainty conditions. Robust optimization models are independent of 
the probability distribution of uncertain parameters and only require setting an uncer- 
tainty set to represent the fluctuation range of uncertain parameters. Moreover, under 
the same conditions, the computational complexity of robust optimization models is 
often smaller than that of stochastic optimization models [117]. Literature [118] 
considered the uncertainty of renewable energy and established a virtual power 
plant stochastic optimization scheduling robust model. Literature [119] established 
an energy management robust optimization model for multiple microgrids, which 
considers the uncertainty of renewable energy and loads and can control the conser- 
vatism of feasible solutions to a certain extent. However, because robust optimiza- 
tion always needs to meet the worst-case scenario, there are shortcomings such as 
conservative results and poor economic efficiency. 
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1.5 Research Directions of Green Port Integrated Energy 
System 


1.5.1 The Current Situation of Typical Ports 


(1) Los Angeles Port 


Los Angeles Port, located at the top of San Pedro Bay on the southwest coast of 
California, is the second-largest port in the United States. It includes 15 breakbulk/ 
general cargo berths, 36 container berths, and 14 oil berths [120]. Handling equip- 
ment includes various types of shore cranes, container cranes, floating cranes, gantry 
cranes, mobile cranes, loading bridges, and roll-on/roll-off facilities. The container 
cranes have a maximum lifting capacity of 40 tons, and the floating cranes have a 
lifting capacity of 350 tons. The container docks can stack up to 25,000 standard 
containers. The largest oil tanker to dock at the port had a capacity of 220,000 dead- 
weight tons with a tank capacity of 500,000 tons, and the open storage area covers 
an area of one million square meters. 

Los Angeles Port has been developed into a world-leading modern and multi- 
functional electrified port, with various factories, businesses, and related research 
institutions within its boundaries. In 2020, Los Angeles Port launched six hydrogen- 
powered transport trucks, becoming the first port to apply hydrogen fuel cell vehicles 
[121]. After the massive replacement of electrical and clean energy equipment in the 
port, Los Angeles Port has become a typical representative of a comprehensive energy 
supply system that is centered on electricity, has multiple forms of energy, and is 
coupled with logistics systems. 


(2) Yangshan Deepwater Port 


Opened on December 10, 2005, Shanghai’s Yangshan Deepwater Port is located 
in the rugged archipelago outside the mouth of Hangzhou Bay and consists of 
Xiaoyangshan Island, Donghai Bridge, and the Yangshan Free Trade Zone, making 
it the world’s largest intelligent container terminal [122, 123]. The main port area 
of Yangshan Port has completed the replacement of electrical equipment, and some 
areas have achieved unmanned operations. In 2016, the cargo throughput of Yang- 
shan Port reached 702 million tons, and the container throughput was 37.13 million 
TEUs, maintaining the world’s first place for seven consecutive years since 2010. 
Yangshan Port mainly includes the energy operation port area and the container 
loading and unloading port area. The energy operation port area includes a liquefied 
natural gas receiving station and a subsea gas pipeline, with an annual import capacity 
of 3 million tons of liquefied natural gas. At the same time, Yangshan Port is also the 
largest transfer base for finished oil in the Far East, with a planned and constructed 
1900-m-long oil terminal operation area that can store 2.7 million cubic meters of 
finished oil after the project is completed. The container loading and unloading port 
area is mainly in the North Harbor area and the West Harbor area, with a planned 
deepwater coastline of 10 km and more than 30 berths, capable of loading and 
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unloading the world’s largest post-Panamax container ships. The variety of goods, 
rich energy sources, and high level of intelligent operation make Yangshan Deepwater 
Port a pioneer in China’s green port integrated energy system. 


(3) Rizhao Port 


Rizhao Port is the eighth-largest port in China and an important global hub for energy, 
raw materials, and container transshipment. The main cargo transported by the port 
includes containers, ores, timber, grain, edible oil, crude oil, natural gas, and coal. The 
annual electricity consumption of the Port of Rizhao exceeds 100 million kilowatt- 
hours, which can be converted into more than 40,000 tons of standard coal and 
27,000 tons of carbon emissions, with fuel loads, natural gas loads, and cold and heat 
loads. At the same time, Rizhao Port has abundant sunshine and wind energy, and 
there is great potential for the electrification transformation of equipment. The various 
load demands of the port have the conditions for coupling and complementarity, 
making it a suitable demonstration area for low-carbon energy use in ports. 

Currently, Rizhao Port is promoting the “14th Five-Year Plan” for green and 
low-carbon ports. On the energy supply side, it is developing renewable and low- 
carbon energy; on the energy consumption side, it is achieving electrification and 
low-carbonization of port energy consumption; and ultimately, it is constructing a 
comprehensive energy network with multiple energy coupling and complementarity 
to form a smart energy solution for the port. By investing in photovoltaics, wind 
power, combined cooling, heating and power units, and energy storage equipment 
in stages at Rizhao Port, clean electrical energy replacement can be achieved. By 
gradually using gas-powered and electric heavy-duty trucks in proportion, electrical 
energy replacement can be achieved at the port. 


1.5.2 Future Research Directions 


In recent years, research on integrated energy systems has been flourishing and 
has achieved relatively complete research results, which can also be applied to the 
construction and development of port integrated energy systems. Although the port 
integrated energy system has many similarities with traditional integrated energy 
systems, its strong coupling requirements for shipping and logistics planning make 
the low-carbon operation of the port integrated energy system significantly different, 
and further research by scholars is urgently needed. 


(1) The Accurate Modeling and Application of Liquid Energy Network in Ports 


In the study of traditional integrated energy systems, research on power grids, heat 
networks, and gas networks has been quite thorough and can be directly applied 
to the analysis and modeling of integrated energy systems in ports. However, as a 
transportation hub, ports also contain a large number of liquid networks, such as 
liquefied natural gas, hydrogen transport networks, and crude oil pipelines. These 
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liquid networks not only transport energy but also interact with the port’s energy 
system to meet its own energy demands. The establishment of an accurate model 
of the liquid energy network and a clear understanding of its impact on the energy 
system beyond its transport function is a key difference between integrated energy 
systems in ports and traditional integrated energy systems, and is also an area that 
urgently needs further exploration. Based on the existing foundation, it is necessary 
to establish a refined model that reflects the transport and supply characteristics 
of liquid networks, and to incorporate this model into the dynamic optimization 
mathematical model of the port’s integrated energy system with multiple network 
characteristics. The highly nonlinear nature of the above model will significantly 
increase the difficulty of solving the model. Therefore, the application and rapid 
solution of the model under the premise of accurate modeling of the liquid energy 
network is also a key research focus in the future. 


(2) Energy Coupling Between Energy and Logistics Systems 


Currently, research on the coupled operation of energy systems and logistics systems 
in ports is still in its nascent stage both domestically and internationally. The problem 
of non-fixed equipment attributes, unstable source-load characteristics, and uncertain 
network topology after energy coupling urgently needs to be studied. The switching 
process between ship power stations and shore power, as well as the lifting process 
of bridge cranes, involve the transformation from load to power source, which has 
been ignored by existing research and cannot tap the complementary mechanism 
between logistics and energy. At the same time, the unstable source-load character- 
istics of ports have been overlooked in existing research, which only considers the 
time characteristics of renewable energy such as wind and solar power and does not 
take into account the impact of shock loads such as ships and bridge cranes, as well 
as logistics scheduling, on the operation characteristics. The uncertain topology of 
the port network due to the uncertain berthing ship topology and the interconnection 
node of logistics equipment causes the network topology of the port to be uncertain. 
Existing research treats the system as a fixed topology and cannot analyze the impact 
of the spatial transfer of logistics equipment and refrigerated containers on energy, 
and the analysis of fault energy flow is inaccurate. 

Based on the analysis and disclosure of the coupling mechanism between the port 
logistics system and the energy system, an energy quantification modeling method 
for the logistics system is proposed. The spatial-temporal correlation characteristics 
of each logistics operation link and its impact on the energy system operation are 
revealed, and the two different systems are coordinated and optimized. The dynamic 
characteristics and dynamic behavior mechanism between each energy supply system 
and logistics load are currently the bottleneck that urgently needs to be overcome. 


(3) Influence of Extreme Weather on Port Energy System 


In recent years, extreme weather has frequently ravaged various parts of the world. As 
a hub and convergence point for water and land transportation, ports are significantly 
affected by extreme weather such as typhoons, heavy rains, and hail. Currently, there 
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is a significant amount of research on the power output fluctuations of wind and 
solar energy caused by extreme weather and equipment failures. For ports, extreme 
weather not only directly impacts the energy system but also indirectly affects the 
logistics system, which in turn affects the energy system. Large seaports contain a 
large number of temperature control equipment such as refrigerated containers, and 
drastic changes in external temperature will directly affect the port’s load. At the 
same time, extreme weather in the port area will also affect the berthing plan of 
ships. More berthing ships and longer berthing times will affect the load demand of 
the port’s energy system. The impact of extreme weather on the efficiency of internal 
transport equipment in the port may cause a backlog of goods, which will affect 
the coordination between the port and the external transportation system, disrupt the 
original logistics plan, and affect the energy system scheduling plan. Therefore, the 
diverse and complex impact of extreme weather on the integrated energy system in 
ports is also a key issue that needs to be studied in the future. 


1.6 Conclusion 


This chapter provides an overview of research on low-carbon technologies for 
port energy systems both domestically and internationally. Existing methods were 
analyzed from three perspectives: the current state of low-carbon technology devel- 
opment, coupling of energy-logistics systems in ports, and port energy management. 
Based on this analysis, future research directions for green port integrated energy 
systems were explored. The low-carbon development of future ports requires not 
only advanced technologies in the energy field, but also interdisciplinary devel- 
opment support in areas such as the environment, economy, and management. In 
the environmental field, continued research is needed on carbon emission measure- 
ment standards and development and utilization of ocean carbon sink resources. In 
the economic field, it is necessary to clarify the distribution of low-carbon devel- 
opment rights and responsibilities among multiple stakeholders in port areas, and 
further optimize carbon tax schemes. In management, exploration of top-down and 
bottom-up carbon emission management methods such as carbon quotas and verifi- 
cation of voluntary emission reductions, as well as research into low-carbon emission 
reduction mechanisms involving the government, ports, and ship owners, is needed. 
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Chapter 2 A) 
Optimization Configuration crest 
of Renewable Energies and Energy 

Storages in Port Microgrids 


2.1 Introduction 


Ports are important hubs for maritime activities and trade transportation. The large 
amount of handling machinery, vehicles, and berthed ships make ports a major 
energy consumer and emitter. Driven by the goals of “carbon peaking” and “carbon 
neutrality,’ it is urgent to explore the carrying capacity of port power grids for the 
electrification transformation of high-energy consumption and high-emission loads, 
and to develop, utilize, and absorb high-proportion new energy on site. To make the 
most of the new energy for transportation, handling, and ship power supply, opti- 
mizing the configuration of distributed power sources and energy storage has become 
the key to energy conservation and emission reduction in green port areas. 

Unlike conventional microgrids, port microgrids include not only micro power 
sources, conventional power loads, energy storage systems, and control devices, but 
also a large number of electric loading and unloading machinery and shore power 
equipment. The load characteristics of the port area are closely related to logistics 
and transportation, as well as production operation plans, especially affected by 
the number of ships, tonnage, and types of cargo, without obvious natural periodic 
characteristics. On the other hand, new energy sources such as photovoltaics in 
the port area show power generation characteristics strongly correlated with natural 
periods such as days, weeks, and months. The inconsistency of randomness and 
periodic fluctuations between sources and loads poses challenges to the depiction 
of port operation scenarios, and also poses severe challenges to the optimization 
and configuration methods based on typical periods such as daily and weekly cycles 
[1, 2]. 

The scenario method can represent uncertain variables through multiple deter- 
ministic typical scenarios to achieve optimal planning of high-stochastic systems 
[3]. Increasing the quantity of typical scenario data can effectively improve the accu- 
racy of configuration, but too many operating points not only create redundancy but 
also result in enormous computational complexity, which can even make the problem 
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unsolvable. Therefore, how to utilize massive data such as load, wind speed, and light 
intensity, extract key information to generate typical scenarios containing limited 
operating points, and accurately reflect the system’s operating conditions is crucial 
for the optimization of renewable energy and hybrid storage configuration in a port 
microgrid. 

Selecting a series of typical days or weeks as typical scenarios is a common 
method in microgrid planning. Literature [4] selects typical days from each month 
included in the planning period for capacity expansion optimization. Literature [5] 
selects operating days with the highest load, lowest load, and maximum load fluc- 
tuation as typical days. These two methods are easy to implement and operate but 
difficult to ensure the representativeness of the selected typical scenarios. The above 
literature uses days as the length of the scenario, which cannot reflect the fluctuations 
of load and distributed generation over a longer period of time and is not suitable for 
port microgrids with unclear natural cycles. Literature [6] uses planning scenarios 
with a length of 5 days to optimize the configuration of large-capacity energy storage, 
and literature [7] selects typical week data for optimization. The above methods can 
effectively reduce the computational complexity of microgrid optimization config- 
uration but are difficult to reflect the correlation between different regions and data 
types. For example, when the load in the port production area is high, the load in the 
living area is usually low, and on sunny days, there is often more air convection and 
wind compared to cloudy days. 

In order to extract potential correlation information from massive data, some 
literature has proposed data compression algorithms to generate typical scenarios. 
K-means clustering algorithm [8] and hierarchical clustering algorithm [9] are often 
used to filter typical information from large data sets. Literature [10] integrates the 
above two algorithms for selecting typical scenarios, which not only retains the 
advantages of fast calculation speed of K-means algorithm, but also the sensitivity to 
outlier values of hierarchical clustering. Literature [11] analyzes the spatiotemporal 
correlation of wind power using multivariate normal distribution and Copula func- 
tion, and combines Monte Carlo sampling to generate a set of wind power output 
scenarios with spatiotemporal correlation. Literature [12] applies vector K-medoids 
clustering method to classify loads, generates typical loads, and then applies K-means 
clustering method to compress typical loads and distributed generation data to obtain 
typical scenarios. Literature [13] constructs spatial and temporal feature extraction 
units for time-series generative adversarial networks to generate daily/monthly wind 
and solar power time series. The above literature studies the selection method of 
typical scenarios in planning and achieves good application effects in conventional 
microgrids. However, the selected scenarios are divided into time scales according to 
natural cycles, and the effect is average when applied to data with weak periodicity 
such as port load. 

This chapter proposes a high-fidelity compression and reconstruction method for 
operating scenarios of port microgrid, and applies it to the optimization configuration 
of port source and storage. In view of the characteristic that the natural cycle of 
port microgrid operation data is not obvious, hierarchical clustering algorithm and 
continuous hierarchical clustering algorithm are proposed. According to the dynamic 
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adjustment of the time scale corresponding to each operating point based on the 
operation characteristics of the port microgrid, the high-fidelity compression and 
reconstruction of operating scenarios are realized through two data processing steps, 
and the typical operating scenarios of the port are obtained. Then, the source and 
storage optimization configuration model is established, and the time scale of the 
model is dynamically adjusted based on the obtained typical scenarios to obtain 
the optimal configuration of the port microgrid source and storage. Finally, taking 
Rizhao Port microgrid as an example, the representativeness of the selected typical 
scenarios and the accuracy of the optimization configuration results are verified. 


2.2 Scenario-Based Depiction of the Fluctuating 
Characteristics of Port Microgrid 


In green port microgrids with rich distributed generation resources and concentrated 
loads, the penetration rate of renewable energy will increase to over 80%. Therefore, 
port microgrids should also be equipped with various types of energy storage devices 
to improve system regulation capabilities and promote renewable energy consump- 
tion. Compared to traditional power grids, renewable energy in port microgrids does 
not have scale effect, and its randomness and volatility are stronger. At the same 
time, the load in port microgrids includes a high proportion of shore power, belt 
conveyors, shore cranes, and other equipment, and the load curve is closely related 
to port production operations. The load operation of conventional microgrids has a 
clear intra-day rule between days, and the load curve basically coincides with the 
average value of the two-day load. As shown in Fig. 2.1, the load in port micro- 
grids does not have an intra-day rule and has the characteristics of long-lasting and 
large fluctuations in a short period of time. Therefore, accurately characterizing the 
fluctuation characteristics of renewable energy and load in the system is the key 
and difficulty in the optimization configuration process of source and storage in the 
microgrid of the port. 


Fig. 2.1 The load curve of 
port microgrids 
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Fig. 2.2 The optimal generation and storage configuration of port microgrids 


This chapter uses a scenario-based optimization method to address the impact 
of source load fluctuations on system optimization configuration. The operating 
scenarios contain multiple operating points, each of which includes system oper- 
ating information such as load, renewable energy generation, and energy prices at 
a port within the same period. In existing methods, the time scale corresponding to 
the operating point is determined based on the scenario’s purpose. In most litera- 
ture focused on optimization configuration, an operating point corresponds to one 
hour. This chapter focuses on the characteristics of a port microgrid and proposes 
a high-fidelity compression and reconstruction method for operating scenarios with 
dynamically adjustable time scales for each operating point. The time scale corre- 
sponding to each operating point in the scenario is determined by the system’s oper- 
ating state, ranging from one hour to several hours, thereby increasing the density 
of data information in typical scenarios. The overall process of source-storage opti- 
mization configuration for a port microgrid is shown in Fig. 2.2. First, the fluctuation 
characteristics of uncertain sources, such as load, wind speed, and solar irradiance, 
are extracted from a massive amount of operating data to construct a series of typical 
operating scenarios for the port microgrid. Through simulation and approximation of 
the distribution of random variables in scenarios, the random variables’ future situa- 
tions are characterized. Then, using the typical scenarios as input, the scenario-based 
stochastic planning problem is transformed into a deterministic model corresponding 
to the scenario set Q. Finally, the model is solved to obtain the optimal capacity of 
renewable energy and energy storage devices. 


2.3 High-Fidelity Compression and Reconstruction Method 


The accurate characterization of operational characteristics of microgrids in ports 
through typical scenarios is of great significance for improving the accuracy and feasi- 
bility of optimizing source and storage configurations in green ports. This chapter 
uses a vector autoregression model to generate microgrid operational scenarios based 
on massive historical data inputs, simulating the operational situation of microgrids 
in ports over the next few years. The more operational points included in the scenario, 
the more accurate the simulation of the random variable, but a large number of oper- 
ational points can make the model difficult to solve. Selecting typical scenarios with 
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an appropriate number of operational points and accurately describing the random 
variables is crucial to determine the accuracy of the optimization results. 

This section proposes a high-fidelity compression and reconstruction method for 
generating typical scenarios of microgrids in ports. Based on existing system oper- 
ational scenarios, this method can dynamically adjust the temporal scale of oper- 
ational points according to operational characteristics, as shown in Fig. 2.3. The 
method reduces the data size by utilizing the similarities between operational weeks 
and adjacent operational points in ports microgrids, while retaining the properties of 
the original data and the correlation between different data types, thereby increasing 
the density of data information. 


2.3.1 Port Data Extraction and Integration 


The data contained in the operating scenarios of a port microgrid may exhibit differ- 
ences in both the temporal scale and the data types. Therefore, prior to further 
processing of data, various types of data contained in the scenarios need to be 
extracted and integrated. Firstly, the entire temporal cycle data is processed into 
hourly units using systematic sampling or interpolation methods. Then, a two- 
dimensional data matrix is obtained by using time as one dimension and different 
nodes or data types as the other. This matrix serves as the input matrix for data 
processing. For instance, when the initial operating scenario covers a one-year period, 
including data on solar irradiance, wind speed, load level, and electricity price of three 
nodes, the input matrix format should be 8760 x 12. A year corresponds to 8760 h, 
and the four types of data for three nodes correspond to 3 x 4 = 12. 

Due to the potential large differences in the values of data among different types 
and nodes, it is necessary to calculate the distance between corresponding data of 
different operating points during data processing. To ensure that various types of 
data have equal weight, data standardization is required. This chapter employs the 
Min—max normalization method, as shown in Eq. (2.1). 


—  @—min 

nor = tax — min (2.1) 
where @,., represents the standardized data; œ represents the original data; min 
represents the minimum value of the data set; max represents the maximum value of 
the data set. 


2.3.2 High-Fidelity Compression Based on Operational Week 


In the operation data of the port microgrid, the data such as load and wind speed do 
not exhibit obvious diurnal patterns. In order to capture the fluctuation characteristics 
of the data over a longer period of time, the number of operating points is reduced 
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Fig. 2.3 High-fidelity compression and refactoring method of port microgrid operation scenarios 
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by utilizing the similarity between operating weeks in the port. Firstly, all operating 
weeks included in the operation scenario are treated as an initial cluster, and then 
the number of clusters is reduced using hierarchical clustering until the remaining 
number of clusters meets the expected target. 

The Euclidean distance is used to measure the difference between the data of each 
week, as shown in Eq. (2.2). 


E(A, B) = y (x41 — x81) + (x42 Sem) Oey, — om) (2.2) 


where E(A, B) is the European distance between Week A and Week B; x41 to Xan 
are the data in week A; xg; to xg, are the data in week B. 

The Ward’s minimum variance method is used as the criterion for merging clusters 
in the hierarchical clustering process. This method requires calculating the centroid 
of each cluster, using the formula shown in Eq. (2.3). 


T=, D4 
m 2 (2.3) 


where T is the center point of class J; A represents all operating weeks included in 
Class J; || is the number of running weeks in class 7. 

Then, calculate the within-group sum of squares for each class, which is the sum 
of the squared Euclidean distances between all observations and the class centroid. 
The calculation formula is shown in Eq. (2.4). 


DSS; = D [E(4, DY (2.4) 


Ael 


where DSS; is the sum of squares of the intra class dispersion of class J. 

The within-class sum of squares can characterize the dispersion among the running 
weeks within each class and measure the clustering of elements within each class. 
As the number of running weeks in a class increases, its within-class sum of squares 
will be greater than or equal to the original within-class sum of squares. During the 
clustering process, the total sum of squares of the data is iteratively calculated, as 
shown in Eq. (2.5). 


SDSS= X, DSS; (2.5) 


Iedata 


where SD SS is the sum of squares of the total dispersion of the data; data represents 
all data during data processing. 

When two classes are merged, the total sum of squares of the data increases. Since 
a smaller sum of squares indicates a higher degree of clustering among the elements, 
the two classes with the minimum total sum of squares are selected for merging. After 
the clustering is completed, this chapter uses the running week closest to the centroid 
of each class as the representative week for that class, rather than the centroid of each 
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class. This avoids weakening the fluctuations between adjacent running points within 
the representative week caused by taking the average of multiple weeks. 

In the data processing process, the clustering algorithm reduces one running week 
every time it is run. When the entire running scenario contains i running weeks and 
needs to be reduced to j representative weeks, the clustering algorithm needs to be 
run i-j times. The number of running weeks contained in each class in the clustering 
result is the weight of the representative week. 


2.3.3 Variable-Time-Scale Data Reconstruction 


The operation of a microgrid at a port is closely related to the production and opera- 
tional behavior of the port. Under unchanged operational tasks, the same operational 
state can persist for a long time. Therefore, to further reduce the data scale of typical 
scenarios, the time scale of each operational point can be dynamically adjusted based 
on the similarity between operational points, in order to reconstruct the operational 
scenarios. For example, when the operational state at the port changes little, the time 
scale of an operational point can be increased to represent multiple hours, thereby 
reducing the data scale. Conversely, when the operational state changes rapidly, the 
time scale of an operational point should be decreased to represent one hour, in order 
to retain key operational information. 

Based on the data processing results from the previous stage, the continuous 
hierarchical clustering method is used to cluster operational points that represent 
adjacent weeks. Each operational point included in each representative week is used 
as an initial class, and the classes with the smallest difference and adjacent time 
series will be merged. Classes from different representative weeks cannot be merged. 
The difference between classes is measured by the distance between their center 
points, which are calculated using the same formula as Eq. (2.3). Weighted Euclidean 
distance, as shown in Eq. (2.6), is used to calculate the distance. 


2VoA 
WE(X, Y)= 7, 1, ee Y),VX,YEA (2.6) 
NX AY | 


where W E(X, Y) is the weighted Euclidean distance between class X and class Y; 
o is the weight representing week A; |X| and |Y| are the number of elements in 
class X and class Y, respectively. 

From Eq. (2.6), it can be seen that the distance calculation process incorpo- 
rates weights representing inter-cluster proximity and intra-cluster element count. 
This approach amplifies the distances between different classes in high-weight inter- 
cluster proximity, making it more cautious when reducing running points in high- 
weight clusters. At the same time, it avoids having too many elements included in 
each class. 

After the distance calculation between each class is completed, the two adjacent 
classes with the closest distance in time sequence are merged, and the centroid of each 
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class is taken as the representative running point of that class. This process is repeated 
until the desired target number of representative running points is reached, completing 
the reconstruction of running points. The number of running points contained in each 
class is the weight of the representative running point for that class. 


2.3.4 Data Output 


In the preprocessing stage of port data, the data in the running scenario is standardized, 
so the processing results need to be restored to their original form in order to represent 
the correct meaning. The method of data restoration corresponds to the min—max 
normalization method, as shown in Eq. (2.7). 


æ = Qnoy (Max — min) + min (2.7) 


where œ is the restored data. a, , is the standardized data obtained after data 
processing. 

The high-fidelity compression and reconstruction of data are based on represen- 
tative operating points, which are the basic unit of composition. Multiple adjacent 
representative operating points on different time sequences constitute a representa- 
tive week. Each operating point corresponds not only to multiple types of input data 
but also to corresponding week weights and operating point weights. The typical 
output scenario is a two-dimensional data matrix. For example, when three nodes 
with four types of data are reduced to 672 representative operating points, the output 
matrix format is 672 x 14. The 672 corresponds to different operating points, the 
first 12 columns correspond to the four types of data from three nodes 3 x 4 = 12, 
the 13th column corresponds to the representative week weight, and the 14th column 
corresponds to the representative operating point weight. 


2.4 Optimal Configuration Model for Port’s Renewable 
Energies and Energy Storages 


In order to show the advantages of the proposed high-fidelity compression and recon- 
struction methods for the microgrid’s operating scenario, an optimization configura- 
tion model for source and storage in microgrid for ports is established. The model’s 
decision variables include the installation capacity of each renewable energy source 
and energy storage device, and the objective function is to minimize the total system 
cost. The model parameters include representative week weights and operating point 
weights, which dynamically adjust the time scale of the operating points in the model. 
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2.4.1 Objective Function 


The objective function includes three parts: investment cost (C'””), operation cost 
(C°?°), and equipment residual value (C’“”). The investment cost includes the invest- 
ment costs of each renewable energy source and each energy storage device. The oper- 
ation cost includes the operating costs of each energy storage device and the system’s 
purchased electricity costs. The equipment residual value refers to the residual value 
that can be recovered when the equipment is retired or scrapped during the planning 
period. 


min : Ci + Coe — Crem (2.8) 
CS AP CrP EL a a G59) 
néeN geG nEN seS ` 


Core — 5 Ow > > E os. Son E og. He) (2.10) 
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where N is a collection of system nodes; G is the collection of renewable energy 
types; S is the set of energy storage devices; Q represents the weekly set; Ag” 
and Aŝ? are the fund recovery rates of renewable energy g and energy storage 
equipment n within the planning cycle, respectively; Cz" is the power cost coefficient 


of renewable energy g; P ” is the rated power of renewable energy g at the node 


ge 
gn 
n; C$"? is the capacity cost coefficient of the energy storage equipment s; S,, is the 
installed capacity of the energy storage s device at the node n; o,, and o, are weights 
representing week w and operating point t, respectively; O%'° is the operating cost 
per unit capacity of the energy storage equipment s; ogis is the electricity price at 
the representative week w and operating point t; P$, rid į is the active power transmitted 
from the grid to the node n at the representative week w and operating point t; BE” 
and Bš"? are the residual value discount rates of renewable energy g and energy 
storage equipment s within the planning cycle, respectively; Rg” is the equipment 
residual value coefficient of renewable energy g; R$’? is the equipment residual value 
coefficient of the energy storage equipment s. 


2.4.2 Constraints 


(1) Hybrid Energy Storage Constraints 


The port microgrid system comprises various energy storage devices, and this model 
assumes a fixed ratio of capacity to power for each type of energy storage device. The 
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time scale of operating points in the high-fidelity compression and reconstruction 
results of the port microgrid operating scenario depends on their weights. Therefore, 
when calculating the energy level of the energy storage device, this model takes into 
account the corresponding weights and matches different time scales accordingly. 


O< Phy < 5 (2.12) 

0< Pim < & (2.13) 

Eusm = Ewsn-1 + 0; (1f Pilon — 2) (2.14) 
a Ssn < Ewsni < A Ssn (2.15) 
Ewsno = Ewsnt max = 4 Ssn (2.16) 


where Pt „ and Pon, are respectively the charging and discharging power of the 
energy storage device; @, is the full power charging duration of the energy storage 
device; Ewsn; is the energy level of the energy storage device; nt and n> are respec- 
tively the charging and discharging efficiency of the energy storage device; a” and 
a”* are the minimum and maximum charge levels of the energy storage device, 


respectively. 
(2) Renewable Energy Generation Constraints 


Given the significant trend towards increasing penetration of renewable energy gener- 
ation under the “Dual Carbon” goal, this model imposes a minimum share for 
renewable energy generation. The calculation of renewable energy generation takes 
into account the dual effects of representative weekly weights and operational point 
weights. 


|| Sin De Gt Pon Pa 
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where « is the proportion of renewable energy power generation to the total power 
supply of the system; Pie ı refers to active power generation from renewable energy. 


(3) Other Constraints 


The model’s constraints include branch flow constraints, node injection power 
balance constraints, and system operating constraints, as shown in Appendix 1. 
Among them, the branch flow constraint contains nonlinear terms. To facilitate 
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solving, the nonlinear model is transformed into a second-order cone programming 
model, as shown in Appendix 2. Literature [14, 15] has proven that the second- 
order cone transformation is strictly accurate for radial distribution networks when 
the objective function is a convex function and a strictly increasing function. The 
optimized configuration model for the source and storage of the transformed port 
microgrid can be quickly solved using the commercial software Gurobi. 


2.5 Case Studies 


2.5.1 Case Description 


This chapter utilizes the topology structure and historical data of the Shijiu Port 
microgrid in Rizhao Port to verify the accuracy and effectiveness of the proposed 
method. The microgrid at this port is planned to include wind power and photovoltaic 
power, connected to the superior power grid via a public connection point (PCC 
point). To increase the proportion of clean energy in the total energy supply, the 
amount of wind and photovoltaic power generation is limited to more than half of 
the total system power generation. Additionally, to improve the overall performance 
of the energy storage system, including longer cycle life and excellent discharge 
performance, the microgrid contains two types of energy storage devices: lithium- 
ion batteries (S;) and lead-acid batteries (S2). The topology and location of the 
installed equipment in the port microgrid are shown in Fig. 2.4. The planning period 
for the calculation example is four years. The time-of-use electricity price is based 
on the general industrial and commercial electricity price announced by the National 
Development and Reform Commission. The parameters for renewable energy and 
energy storage are shown in Table 2.1. 

This chapter employs a Vector Autoregression (VAR) model to generate future 
data on wind speed, irradiance, and load for a microgrid operating in a port based on 
6 years of historical data from the Rizhao Port. To simplify the calculation process, 
the wind speed and irradiance are converted into generating equipment capacity 
factors during the data extraction and integration stage. 

The case study also includes the results of typical day scenario generation method 
(Method 1) and typical week scenario generation method (Method 2) to compare and 
analyze the effectiveness of the high-fidelity compression and reconstruction method 
for the microgrid operating scenarios in the port proposed in this chapter (Method 
3). The three methods generate typical scenarios with the same data compression 
rate based on the operating scenarios. Based on the elbow rule, the compression 
rate of the data is determined to be 1.92% (672 + 4 + 8760 ~ 1.92%) by finding 
the “elbow” point according to the degree of data distortion, which reduces 4 years 
of data to 672 operating points. Method 1 generates 28 (28 x 24 = 672) typical 
operating days; Method 2 generates 4 (4 x 7 x 24 = 672) typical operating weeks; 
Method 3 generates 16 representative weeks during the high-fidelity compression 
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Fig. 2.4 The topology of Rizhao Port microgrid system 


Table 2.1 Device parameters 


Power generation equipment | Investment cost (yuan/kW) | Equipment service life (year) 


WT (wind turbine) 15,900 25 

PV (photovoltaic) 13,800 25 

Energy storage | Investment cost (yuan/ | Full power charging | Equipment service life 
equipment kW) duration (h) (year) 

Lithium cell 5600 4 10 

Lead 11,800 8 15 

accumulator 
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stage based on the operating weeks, and further reduces the 16 representative weeks 
to 672 operating points during the data reconstruction stage based on the operating 
points. 


2.5.2 Analysis of Typical Scenario Results 


The representative scenarios generated by the operating scenarios directly affect 
the optimization results of microgrid configuration in green ports. Load is the most 
fundamental parameter in typical scenarios, and the ability to retain the load distri- 
bution during different methods of data processing is measured by load duration 
curve. The load duration curve is not arranged according to the chronological order, 
but according to the load changes within a statistical period, and is rearranged and 
composed according to the accumulated duration of each different load value within 
the period. When the level of renewable energy generation is high, the system may 
need to charge the energy storage devices and generate curtailed wind and solar 
power; when the level of generation is low, it may be supplied by grid purchasing 
and energy storage. Therefore, the distribution of the renewable energy generation 
capacity factor is also important. Analogous to the load duration curve, wind power 
duration curve and solar power duration curve are established. The comparison of the 
duration curves for the initial operating scenarios and the typical scenarios obtained 
by different methods is shown in Fig. 2.5. 

From the figure, it can be seen that for the load duration curve, the fitting results 
of the three methods are all good. However, for the wind power and solar power 
duration curve, the fitting effect of methods 1 and 3 is significantly better than that 
of method 2. To quantify the fitting effect of the curve, a fitting accuracy index is 
established, and the calculation method is shown in Eq. (2.18). 


RMSD(X, Y) = V Xii} (2.18) 


max(Y)—min(Y) 


where X is the duration curve corresponding to a typical scenario; Y is the duration 
curve corresponding to the original data. The smaller the value of RMSD, the closer 
the two curves are. 

Table 2.2 presents a comparison of the duration curves of three methods. It can 
be observed that method 1 provides the closest fit to the load, and also performs 
well in fitting the duration curves of wind and photovoltaic power. Method 2 exhibits 
significant errors in fitting the duration curve of wind power, indicating that the four 
typical operating weeks selected by this method do not fully represent the wind power 
generation scenarios. Considering the fitting results of the duration curves of load, 
wind, and photovoltaic power, method 3 yields the highest accuracy in fitting. 

Another measure of the accuracy of typical scene is the correlation between 
different types of data. The correlation between load and renewable energy genera- 
tion capacity coefficient reflects the degree of synchronization between demand and 
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Table 2.2 The RMSD of duration curves 
Method 1 Method 2 Method 3 (method of this article) (%) 
Load 1.53 2.61 1.60 
WT 3.76 12.27 2.22 
PV 1.84 3.88 1.00 
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supply, which determines the net load of the port microgrid. The correlation between 
different renewable energy generation coefficients reflects the degree of comple- 
mentarity between two generation technologies. The correlation between electricity 
price and load, and the renewable energy generation coefficient directly affects the 
system’s purchasing cost. The Pearson correlation coefficient is used to measure the 
correlation between different types of data, and the calculation method is shown in 
Eq. (2.19). 


— Yi (%i-X)-i-¥) 
PCC(X,Y) = SNCS JA NY (2.19) 


where X and Y are the average values of data X and Y. The calculated result of PCC 
is between — 1 and 1. “1” represents a complete positive correlation between the two 
types of data, “—1” represents a complete negative correlation, and “0” represents 
no correlation. 

The correlation coefficients between different data types in the typical and initial 
scenarios obtained by different methods are shown in Fig. 2.6. Table 2.3 lists the 
errors between the data correlations in the typical scenario and the original data 
correlations. It can be seen that, except for the poor performance in preserving the 
correlations between “wind power-photovoltaics” and “wind power-electrovalence”, 
the correlation coefficients obtained by method 1 are generally close to those of the 
original data. The correlation coefficients obtained by method 2 are relatively poor, 
indicating that the data characteristics of the initial scenario cannot be well preserved 
when there are 672 operating points in the typical scenario. Among the three methods, 
method 3 preserves the data correlations best, except for the weaker correlations 
between “load-wind power” and “photovoltaics-electrovalence” compared to method 
1, the correlations between other data types are significantly better than those of the 
other methods. 
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Table 2.3 Correlation coefficient error between raw data and processed data 


Type Method 1 (%) | Method 2 (%) | Method 3 (method of this article) (%) 
Load-WT —4.17 64.36 —6.40 
Load-PV 8.70 12.91 —1.61 
Load-electrovalence 1.66 5.56 1.02 
WT-PV 12.16 61.49 —6.68 
WT-electrovalence 11.12 61.99 —1.15 
PV-electrovalence 4.05 8.26 4.85 


2.5.3 Analysis of Optimization Configuration Results 
of Renewable Energy and Energy Storage 


Firstly, the optimization configuration was performed using original data spanning 
4 years as the baseline to evaluate the accuracy of other methods. Then, the optimized 
configuration model was solved using the typical scenarios obtained from the three 
methods as input to obtain the optimized configuration results of the port microgrid 
source and storage. 

Table 2.4 shows the results obtained by each method and their errors relative to 
the baseline. It can be seen from the table that the wind power capacity obtained by 
the optimization configuration of method | is closest to the baseline among the three 
methods, and the error of the configuration result’s total cost is also relatively small. 
However, the storage capacity configured by this method is too large, especially the 
lead-acid battery capacity is much larger than the baseline. This is because the typical 
scenario obtained by method 1 fits poorly with the photovoltaic data, resulting in a 
small photovoltaic capacity in the configuration result, which requires the installation 
of more storage equipment to supply peak loads. At the same time, the larger storage 
capacity also enables method 1 to fully utilize the time-of-use electricity pricing 
to reduce costs, and the purchased electricity cost is significantly lower than the 
baseline case. In addition, method | uses the typical day as the basic unit of scenario 
construction, and the storage equipment operates on a daily basis, making it difficult 
to balance energy over longer time intervals, which also increases the difference 
between the storage configuration results and the baseline. 

The overall optimization configuration results of method 2 are the worst, except 
for the total cost and purchased electricity cost, which have some reference value, 
the configuration capacity of the power generation and storage equipment has large 
errors compared with the baseline. The typical scenario constructed by this method 
poorly characterizes the light and wind conditions, resulting in an overestimation of 
the wind power capacity and an underestimation of the photovoltaic capacity in the 
optimization configuration results. Meanwhile, wind power does not have an obvious 
intraday pattern, and its output fluctuation cycle is longer. Therefore, compared with 
the baseline case, the lead-acid battery capacity with a large capacity-to-power ratio 
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Table 2.4 Optimal sizing results of port microgrid 


Datum | Method 1 | Method 1 | Method 2 | Method 2 | Method 3 | Method 3 
error (%) error (%) | (method of | error (%) 
this 
chapter) 
Total cost 277.62 | 258.41 —6.92 252.98 —8.88 279.29 0.60 
(million 
yuan) 
Electricity 128.45 | 114.97 —10.49 120.12 —6.49 127.94 —0.40 
purchase 
cost (Million 
yuan) 
Wind power | 13.20 | 13.98 5.91 20.04 51.82 12.41 —5.98 
capacity 
(MW) 
Photovoltaic | 19.02 | 15.20 —20.08 7.02 —63.09 20.22 6.31 
capacity 
(MW) 
Lithium 16.04 | 20.86 30.05 11.58 —27.81 17.06 6.36 
battery 
capacity 
(MWh) 
Lead acid 1.81 5.61 209.94 6.11 237.57 2.25 24.31 
battery 
capacity 
(MWh) 


is overestimated, and the lithium battery capacity with a small capacity-to-power 
ratio is underestimated in the configuration results of method 2. 

The optimized configuration results obtained by method 3 are the closest to the 
baseline, and the error of the total cost is only 0.60%. The maximum capacity error 
is observed for the lead-acid battery, which is 24.31%, but compared with the other 
two methods, this result still has a significant advantage. This is because method 3 
preserves the system operating characteristics more accurately with the same amount 
of data by dynamically adjusting the time scale of the operating points, which makes 
the configuration results of wind and photovoltaic more accurate and conducive to 
storage capacity configuration. At the same time, the operating cycle of this method 
is one week, which allows the storage to play a role over a longer operating cycle 
compared to method 1, making the storage capacity configuration more accurate. 
Therefore, it can be seen that the method proposed in this chapter can be effectively 
applied to the optimization configuration of renewable energy and hybrid storage in 
port microgrids. 
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2.5.4 Calculation Time Analysis 


The purpose of using typical scenarios for optimization configuration is to reduce 
the difficulty of problem solving and improve the speed of model solution. The 
results of the numerical examples were obtained using a computer with 8 cores, 
a main frequency of 3.6 GHz, and 64 GB of memory. Figure 2.7 compares the 
total computation time for optimizing source and storage using the three methods, 
including both model solving time and data processing time. Method 3 has a longer 
data processing time compared to Methods 1 and 2, but considering the model solving 
time, the total time for all three methods remains at the same level. This indicates 
that the proposed method in this chapter does not increase the difficulty of problem 
solving while improving the accuracy of the solution. In addition, when using the 
initial running scenario for optimization configuration, the solving model took 25 h, 
which fully demonstrates the effect of applying typical scenarios in accelerating 
problem solving speed. 


2.6 Conclusion 


The operational status of a port microgrid is closely related to the production and 
berthing of ships. Describing the system’s operating characteristics directly through 
natural periods such as days and weeks would generate redundant information. This 
chapter proposes a high-fidelity compression and reconstruction method for port 
microgrid operating scenarios, which effectively increases the data density of the 
system’s typical operating scenarios. The method combines weeks with similar oper- 
ating characteristics using the Ward minimum variance method, and then proposes a 
hierarchical clustering method that dynamically adjusts the time scale of each oper- 
ating point in the representative week to further reduce redundant information. With 
the high-fidelity compression and reconstruction method, an optimization model 
for the source and storage configuration of the port microgrid is established. An 
example analysis is conducted using Rizhao Port to demonstrate that the proposed 
method better preserves the fluctuation characteristics of the port’s source and load 
and the correlation between different types of data. In addition, the proposed method 
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provides more accurate source and storage optimization configuration results without 
increasing the computational resources required for problem-solving, with a total cost 
error of only 0.60%, which is better than existing methods. 


Appendix 1 


The equations for the branch flow constraint, nodal power injection balance 
constraint, and system operation constraint in the optimization configuration model 
for source and storage in microgrids of ports are as follows. 

Branch flow constraints 


Prone = D> PBS, —  (Pating — TmunlLumatl?) + Sal Vonel? (2.20) 
no m—>n 

Qun = È Qumor — 2 (Qumni — Xma wmn?) + bnl Vionel? (2.21) 
n—>o m—>n 

Vont = Vum — (Tin + JXmn)Lwmnt (2.22) 


where Pynt and Qun are the active injection power and reactive injection power of 
node n, respectively; PË!S, and Q'i"® | are the active and reactive power from node 
n to node o, respectively; rmn and Xmn are the resistance and reactance of line mn, 
respectively; Iwmnt is the current flowing through the line mn; g, and b, are the 
conductivity and admittance of node n, respectively; Vn; is the voltage of the node 
n. 


Node injection power balance constraint 


id ` = e 
Pont = Pnt + L (Pign = Pime) + X (Pisni E Pia) 5 Pon. (2.23) 
ge se 


grid gen load 
Qunt = Qin + D went Onr (2.24) 
gE 


where QS"$ is the reactive power transmitted by the power grid to node n; Qent ÍS 
the reactive power generation of renewable energy g; Põgn is the renewable energy 
power that has not been consumed; P!0*4 and Q'°*4 are the active and reactive loads 
of node n, respectively. 


System operation constraints 


Vn < Von = Vn (2.25) 


0< Pline < po (2.26) 
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0 < pet < pens (2.27) 
osohu (2.28) 
0 < Pion < P (2.29) 
0 < Pie < Pognt (2.30) 


where V„ and V, are the maximum and minimum values of cad Voltage, be 
tively; P Pum is the maximum transportable power of line mn; Pe and Or" a 

the maximum transferable active power and maximum transferable reactive power 
from the power grid to node n. 


Appendix 2 


The nonlinear second-order cone transformation process is as follows. In the above 
model, Eqs. (2.20) and (2.21) contain nonlinear terms, which are replaced and trans- 
formed to transform the nonlinear model into a second-order cone programming 
model. The definitions are as follows: 


a a 
lomni = VÈ - (2.31) 
2 
Vwnt = [Vun] (2.32) 


Convert Eqs. (2.20) and (2.21) into Eqs. (2.33) and (2.34) through Eqs. (2.31) and 
(2.32). 


line line 
Punt = ) Pinot E À j Cae Fnnilinine) + 8nVwnt (2.33) 
n>o m>n 
line line 
Qun = X O inot _ ) (Ont _ Xmnlwmnt) + bn Vunt (2.34) 
n>o m>n 


Using phase angle relaxation and retaining only modulus constraints, convert 
Eq. (2.22)-(2.35). 


ir 2 2 
Vwnt = Vwmt — 2(fmn pie, + Xmn oie) F (r2, F Xan) lumni (2.35) 


By using second-order cone relaxation transformation, Eq. (2.31) is relaxed to 
Eq. (2.36). 
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2 pline 


wmnt 


2 line < Lumnt F Vwmt (2.36) 


wmnt 


Lumnt — Vwmt 2 


The Eq. (2.25) in the system operation constraint can be replaced by Eq. (2.37). 
V? Saw ZV, (2.37) 


At this point, all nonlinear constraints in the optimized configuration model are 


transformed into linear constraints and second-order cone constraints. 
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Chapter 3 A) 
Adaptive Bidirectional Droop Control ciecie; 
Strategy for Hybrid AC-DC Port 

Microgrids 


3.1 Introduction 


Port Electric-thermal microgrid is one of the typical applications of integrated energy 
systems. Its integrates the supply, conversion, and storage equipment in electric 
and thermal energy flows based on users’ electrical and thermal demands, and to 
coordinate and optimize protection and control methods to achieve economical and 
reliable operation [1—4]. With the increasingly diverse energy needs of industrial, 
commercial, and residential users supplied by microgrids, there exist more complex 
multi-energy couplings, such as energy cascade utilization, which poses difficulties 
for energy optimization management of electric thermal microgrids [4, 5]. Energy 
cascade utilization is an effective method to improve energy utilization efficiency and 
supply quality. It is an important direction in current research on energy optimization 
management of electric-thermal microgrids [6-8]. 

AC-DC hybrid microgrid mainly consists of AC microgrid, DC microgrid and 
microgrids interlinking converter (MIC). The MIC is the core device to balance 
the power of both microgrids, which can coordinate the control of AC and DC 
microgrids to achieve bi-directional power mutual aid and optimal stability. MIC not 
only ensures the stable and efficient operation of hybrid microgrid under different 
operating conditions, but also further improves the capacity of renewable energy 
consumption. As a bridge for AC-DC power exchange, the interconverter plays a 
key role in maintaining the stability of the system frequency and voltage [9-12], and 
the design of suitable interconverter control strategy becomes an important research 
content in the development of hybrid AC-DC microgrid. 

AC-DC hybrid microgrid interconverters need to regulate AC frequency and DC 
voltage simultaneously, and the traditional active droop method, which only considers 
single-side quantities, is no longer applicable. By improving the traditional droop 
control equations or studying the coupling relationship between AC frequency and 
DC voltage, scholars have proposed bidirectional power control strategies that can 
regulate AC frequency and DC voltage simultaneously [13—16]. The literature [17, 
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18] unifies the droop characteristics of AC side and DC side for bidirectional droop 
control of microgrid interconnection converter based on typical hybrid microgrid 
structure through the scalarization process. In [19], the droop relationship between 
frequency and voltage squared is introduced for control through the energy conser- 
vation relationship on the AC and DC sides. The literature [20] analyzed the linear 
coupling relationship between AC frequency and DC voltage by virtual inertia and 
virtual capacitance characteristics, and also obtained the droop relationship between 
AC frequency and DC voltage squared. To further improve the stability of hybrid 
AC-DC microgrid, literature [21] proposed an improved inner-loop control strategy 
for microgrid interconnection converter based on disturbance observation link, and 
literature [22, 23] provided inertia support for frequency and voltage based on 
virtual synchronous motor control strategy to improve the system anti-disturbance 
capability. Literature [24] proposed a control strategy for microgrid interconnec- 
tion converter with AC-DC microgrid internal energy storage device to improve the 
overall energy management capability of hybrid microgrid. In the literature [25], an 
AC-DC microgrid two-layer optimization method is proposed, which incorporates 
secondary regulation and DG generation cost optimization control strategies based 
on bidirectional droop control of the interconnection converter. In the literature [17— 
25], a unified droop control based on the scalarization method or linking the AC 
frequency and DC voltage from the energy balance perspective is performed for the 
control of microgrid interconnection converters to realize the bidirectional control 
of power between AC and DC microgrids. However, in the process of power regu- 
lation of hybrid microgrid with islanded operation, there is often a conflict between 
AC frequency optimization and DC voltage optimization due to the limitation of 
adjustable DG power regulation capability, and the aforementioned literature is based 
on fixed droop coefficient or proportional coefficient to regulate the power between 
AC and DC sub-microgrids without considering the regulation priority between AC 
frequency and DC voltage. Due to the different amount of DG access, the strength of 
the AC-DC sub-micro-network’s ability to stabilize frequency and voltage will also 
change. The two-way droop control strategy based on fixed coefficients will lead to 
larger frequency or voltage deviations when load changes occur on the weaker side 
of the AC-DC sub-micro-network, which cannot give full play to the support role of 
the strong micro-network to the weak micro-network, and the frequency and voltage 
equalization effect is poor. 

To solve the above problems, this chapter proposes an interconverter adaptive 
bidirectional droop control strategy with the control objective of balancing and 
compensating the AC frequency and DC voltage deviations of the hybrid micro- 
grid. In order to reduce the combined deviation of AC frequency and DC voltage, 
the adaptive value of the weight coefficient is proposed to ensure that the MIC gives 
priority to the quantity with larger deviation in the active dynamic regulation process. 
Set the start-up deadband to avoid the non-essential operation of the interconverter. 
Establish the small-signal model of the interconnection converter and analyze the 
influence of the control parameters on the system stability. A typical AC-DC hybrid 
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microgrid system is established in the PSCAD/EMTDC simulation platform and RT- 
LAB experimental platform to verify the effectiveness and reliability of the proposed 
control strategy. 


3.2 Hybrid Microgrid and Its Interlinking Converter 


3.2.1 AC-DC Hybrid Microgrid 


The typical topology of a hybrid AC/DC microgrid is shown in Fig. 3.1. The AC 
microgrid and DC microgrid are interconnected at the bus through an interlinking 
converter, allowing for flexible power flow between the two grids. By controlling 
the interlinking converter, power can flow bidirectionally between the AC microgrid 
and DC microgrid. The entire hybrid microgrid system is connected to the public 
AC grid through a point of common coupling (PCC), enabling seamless switching 
between grid-connected and islanded modes. 

The hybrid microgrid with both AC and DC components adopts a peer-to-peer 
control mode, which does not require communication and can meet the requirement 
of plug-and-play for both distributed generators (DGs) and loads. The controllable 
DGs within the AC microgrid jointly maintain the stability of AC bus frequency 
and voltage according to the P — f and Q — Ua droop characteristics outlined in 
Eq. (3.1). 


f = fo— Kgi(Pi — Poi) 31 
te = Uad — Kyi(Qi = Qoi) n 


Among them, the subscript i represents the index of the AC DG, P; represents the 
active power output of DG i, Po; represents the active power output of DG i under 
rated conditions, f is the power frequency, f is the current operating frequency of 
the AC microgrid, K¢; is the frequency droop coefficient, Q; represents the reactive 
power output of DG i, Qo; represents the reactive power output of DG i under rated 
conditions, U aco is the rated AC voltage, Uac is the current voltage of the AC micro- 
grid, and Ką; is the voltage droop coefficient. In order to achieve load sharing, the 
droop coefficients Kp; and Kq; are inversely proportional to the capacity of DG i. 

The controllable distributed generators (DGs) in the DC microgrid collectively 
maintain the stability of the DC bus voltage according to the droop relationship of 
Eq. (3.2) for P-U ac- 


Uac = Uaco — Kaj (P; — Poj) (3.2) 
where the subscript j represents the index of the DC distributed generation (DG), 


P; represents the active power output of DG;, Po; represents the output power of 
DG; under rated conditions, Uaco represents the rated DC voltage, Uac represents 
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Fig. 3.1 Typical hybrid AC) > a 
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the current operating voltage of the DC microgrid, and Ky; represents the droop 
coefficient of the DC voltage. In order to achieve load sharing, the droop coefficient 
Kj is inversely proportional to the capacity of DGj. 


3.2.2 The Structure of Hybrid Microgrid Interlinking 
Converter 


The microgrid interlinking converter adopts voltage source converter (VSC) struc- 
ture, and the topology is shown in Fig. 3.2, where the meanings of the variables are 
as follows: U abc and iabc are the three-phase voltage and current on the AC side of the 
converter, Eabc is the three-phase voltage of the AC bus, Lac is the total inductance 
of the filter and line between the AC side of the converter and the AC bus, Cac is 
the DC filter capacitor, Uac and ig, are the voltage and current of the DC side of the 
converter, respectively, and Pic is the active power exchanged between the AC and 
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Fig. 3.2 Topological 
structure of the MIC 
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DC microgrids, and the analysis below takes the inverting direction as the positive 
power direction. 

The microgrid interlinking converter of the microgrid adopts a voltage source 
converter (VSC) structure, as shown in Fig. 3.2. The meanings of the variables are as 
follows: Uabc and iabe are the three-phase voltage and current on the converter’s AC 
side, Eac is the three-phase voltage of the AC bus, Lac is the total inductance of the 
filter and line between the converter’s AC side and the AC bus, Cac is the DC filter 
capacitor, Ug. and ig. are the voltage and current on the converter’s DC side, Pmic 
is the active power exchanged between the AC and DC microgrids. The analysis in 
the following text is based on the inverter direction as the positive power direction. 

There is no reactive power balance issue in a DC microgrid, and the interlinking 
converter does not need to control the reactive power on the DC side. This chapter 
only discusses the impact of the active power control strategy of the interlinking 
converter on the frequency stability of the AC microgrid and the voltage stability of 
the DC microgrid under islanding operation mode. 


3.3 Bidirectional Adaptive Droop Control Strategy 
for Interlinking Converter 


3.3.1 Bidirectional Droop Control Targets 


The interlinking converter, in the operation of an AC/DC hybrid microgrid island, 
coordinates the magnitude of the AC frequency deviation and the DC voltage devia- 
tion by controlling the active power between the AC and DC microgrids. To simplify 
the analysis, line impedance is ignored, and the relationship between power variation 
in the AC/DC sub-microgrids with load changes can be expressed as Eq. (3.3). 


m m 

3 P; = 2 Poi + APioad_ ac — Pmic 

PH Fa (3.3) 
2 Pj =H F oj + APioaa_pc + Pmic 
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where m and n are the number of controllable DGs in the AC microgrid and DC 
microgrid, respectively. APioaq_ ac and APioaq pc are the incremental loads of the 
AC load and DC load respectively. Substituting Eqs. (3.1) and (3.2) into Eq. (3.3) 
yields the variations in AC frequency and DC voltage, as shown in Eq. (3.4). 


Af — f fo — — APioas_acm Pic 


one (3.4) 
AUac = Uac — Uaco = es oe 


j=l Kuj 


From Eq. (3.4), it can be seen that the deviation between the AC frequency and 
the DC voltage is related to the magnitude of the load change, the power transmitted 
by the interlinking converter, and the load-carrying capacity of the AC/DC hybrid 
microgrid itself. If the interlinking converter does not participate in power regulation, 
different load changes or the strength of the microgrid can cause a large deviation in 
either AC frequency or DC voltage, while the other quantity has a small deviation. 
When the load change is large or the microgrid is weak, the quantity with a large 
deviation in frequency and voltage will exceed the allowable range, affecting the safe 
and stable operation of the hybrid microgrid system. 

The power control strategy for interlinking converters in a hybrid microgrid can 
provide power support from the side with smaller AC frequency or DC voltage 
deviation to the other side, ensuring that both AC frequency and DC voltage stay 
within limits. In order to quantitatively describe the impact of frequency and voltage 
deviations on the stability of the hybrid microgrid, a comprehensive deviation index 
called the Global Variation Index (Gxi) is defined as shown in Eq. (3.5) [24]. 


Ga= (ph) Haa (3.5) 


fmax = Sinin Uaemax — Udemin 


where f max and f min are the maximum and minimum frequencies allowed for AC sub- 
microgrid, Udemax and Udemin are the maximum and minimum voltages allowed for 
DC sub-microgrid, respectively. The objective is to obtain the active reference value 
of the interlinking converter based on the current AC frequency and DC voltage of 
the hybrid microgrid system, and to make the hybrid microgrid to achieve a smaller 
active reference value under different load changes, DG switching, and AC and DC 
microgrid strengths and weaknesses by adaptive parameter droop control without 
communication. The adaptive parameter droop control enables the hybrid microgrid 
to achieve a small integrated deviation under different conditions of load variation, 
DG switching and AC/DC microgrid strength. 


3.3.2 Adaptive Bidirectional Droop Control Strategy 


To standardize the dimensions and simplify control, normalization is first applied to 
the AC frequency and DC voltage [18], as shown in Eq. (3.6). 
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fou = £=0.5(fmax+ fmin) 
pu = 


0.5 nas Sain) 
Bi Utama Calais) (3.6) 


Vae.pu = 0.5 (Ugemax —Uaemin) 


where fpu is the normalized AC frequency and U ac.pu is the normalized DC voltage. 
After the normalization process, the frequency and voltage of the hybrid microgrid 
are unified to a range of [—1, 1] when normally allowed. 

The power response of the interlinking converter to the AC/DC sub-microgrid 
can be obtained based on the “active power-frequency” droop relationship and the 
“active power-DC voltage” droop relationship. The difference power is the power 
reference value of the interlinking converter, with the inverter direction taken as the 
reference of positive direction, as shown in Eq. (3.7). 


P=P-K. Jou +K- Uac.pu (3.7) 


where K is the droop coefficient, which can be set based on the maximum power 
Pmax Of the interlinking converter [17], or adjusted according to actual operational 
requirements [23]. 

The control strategy of Eq. (3.7) implements bidirectional control of active power 
for the interlinking converter in the microgrid based on the droop relationship between 
AC and DC. However, this strategy cannot effectively adjust the priority of AC 
frequency and DC voltage response in different operating states due to the fixed 
droop coefficient. To address this, Eq. (3.8) is derived by introducing an adjustable 
weighting coefficient 1 into the equation. 


P = Po— à- K ; fut (l — å); K - Vsepu (3.8) 


The range of variation for the weighting coefficient A is (0, 1). By adjusting A, the 
priority of power support between the AC and DC sides can be coordinated, ensuring 
a balanced compensation for AC frequency and DC voltage during disturbances. 

To ensure the safe and reliable operation of an independent AC/DC microgrid, 
priority should be given to provide power support to the side with larger AC frequency 
or DC voltage deviations. By optimizing the power exchange between the two sides 
of the interlinking converter, the balance and compensation for AC frequency and DC 
voltage deviations can be achieved, thereby better ensuring the overall performance 
of the system. When the frequency deviation (fpu) is greater than the DC voltage 
deviation (U ac.pu), power is supported from the DC side to the AC side, ensuring that 
the AC frequency is adjusted according to the P — f pu droop relationship. Conversely, 
when the power deviation (fpu) is smaller than the DC voltage deviation (Uc pu), 
power is supported from the AC side to the DC side, ensuring that the DC voltage 
is adjusted according to the P — Uac.pu droop relationship. Therefore, the weighting 
coefficient A is positively correlated with the AC frequency deviation and negatively 
correlated with the DC voltage deviation. 

To adapt to different scenarios, A is set to have sufficient sensitivity to both AC 
frequency and DC voltage deviations. 
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(a) n=1 (b) n=2 (c) n=5 


Fig. 3.3 Diagram of the variation of A with n 
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In the equation, £ represents a small value for optimal selection according to the 
microgrid operation requirements. In this text, e is set to 0.05. When the normalized 
AC frequency deviation and DC voltage deviation are within 5%, the weighting factor 
for the droop control on both sides is not adjusted, and in this case, À is set to 0.5. 
The variation of à with different values of n is shown in Fig. 3.3. 

From Fig. 3.3, it can be seen that when n is set to 1, the change in A is too gradual, 
making it difficult to achieve optimal control of support power when fpu and Uge.pu 
have significant deviations. When n has a large value, the change in À is too rapid, 
and the support power becomes too sensitive to fluctuations in f pu and Uge.py, which 
can easily lead to control instability. 

In order to give A a certain adaptive ability to the deviation of fpu and Ugepu, 
while avoiding the instability caused by à being too sensitive to the changes of f pu 
and Uge.pu, by setting n = 2 in Eq. (3.9), the method for determining the adaptive 
weighting coefficients of A is obtained as shown in Eq. (3.10). 


foal >eor |Uacpu| >E 


Sou 
A = $ SfatUip’ (3.10) 


0.5, foul < € and [Uac pul <E 


Substituting Eq. (3.10) into Eq. (3.8), the adaptive bidirectional droop control 
equation can be obtained as shown in Eq. (3.11). 


Fou Ui, u 
P= Po- K- orota» | foul > € or [Uses] > € (3.11) 
Po =0.5- K- (fou = Ute) Soul € and |Uac.pul <E 


The control equation can achieve the control effect shown in Table 3.1. The adap- 
tive bidirectional droop control strategy prioritizes the side with larger deviations 
in AC frequency and DC voltage, and smoothly transitions between P — f pu droop 
control and P — Uac.pu droop control, without causing any impact during the control 
strategy switching process. Since both AC frequency and DC voltage can be directly 
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Table 3.1 Adaptive 


bidirectional droop control Operation status Control characteristics 
characteristics S pu >> Vee.pu P = Po -K - fpu 
U ac.pu >> fpu P=Po+K.- Vde.pu 
fpu > 9, Uac.pu > 0 P = Po 


Fig. 3.4 Reference power of 
MIC in different situations 


measured at the interface of the microgrid interlinking converter, this method does 
not require communication and is suitable for the plug-and-play requirements of 
microgrids. 

When Af is large, priority is given to maintaining f within the normal operating 
range through the P — f droop relationship. When AU, is large, priority is given 
to maintaining Uac within the normal operating range through the P — Uac droop 
relationship. This achieves adaptive adjustment of the deviation. 

The active reference values of the MIC under different conditions are shown in 
Fig. 3.4. The equation for adaptive bidirectional droop control is a binary function, 
and its function graph is the characteristic surface of Pye in the spatial coordinate 
system with respect to f pu and Uac.pu. Based on the relative size relationship between 
normalized frequency and voltage, the operating range can be divided into four 
quadrants. 


(1) Quadrant I: fpu > 0 and Uac.pu <O. In this case, there is an excess of power in the 
AC microgrid and a shortage of power in the DC microgrid. The interlinking 
converter operates in rectifier mode, providing power support from the AC 
microgrid to the DC microgrid. 

(2) Quadrant IT: fpu > 0, Ude.pu > 0. In this case, both the AC and DC sub-microgrids 
have power surplus. The interlinking converter operates in standby, rectifier, or 
inverter mode based on the relative magnitudes of the AC frequency and DC 
voltage, reducing overall deviation. 

(3) Quadrant UI: fpu < 0, Uac.pu > O. In this case, there is a shortage of power in 
the AC sub-microgrid, while the power in the DC sub-microgrid is surplus. The 
interlinking converter operates in the inverter mode, providing power support 
from the DC sub-microgrid to the AC sub-microgrid. 
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(4) Quadrant IV: fpu < 0, Uac.pu < 0. In this case, both AC and DC microgrids have 
a power deficit. Interlinking converters operate in standby, rectifier, or inverter 
mode based on the relative sizes of the AC frequency and DC voltage, reducing 
the overall deviation. 


The above analysis demonstrates that the proposed adaptive bidirectional droop 
control strategy can achieve bidirectional power flow based on the magnitude of 
the AC frequency and DC voltage deviation. Furthermore, when there is a conflict 
between AC frequency control and DC voltage control, it can prioritize compensating 
the side with larger deviation in order to reduce the overall deviation. 


3.3.3 Start-Up Conditions 


The real-time variation of DG and load within the hybrid microgrid can lead to 

small-scale fluctuations in active power, even when the system is operating stably. In 

order to prevent frequent operation of the interlinking converter during steady-state 

operation, a deadband is required as a start-up condition in practical applications. 
By factoring Eq. (3.11), we obtain Eq. (3.12): 


P = Po — K'( fou — Uacpu) (3.12) 
where K’ is the adaptive bidirectional droop coefficient, which can be expressed as: 
Sout Sou Uac put Ue. pu 


K' = Spat Use pn 
0.5-K, 


_K, 


fouls € and (isan <E 


Foal > éor |Uacpu| >e (3.13) 


In Eq. (3.12), (fpu — Uac.pu) can be regarded as a new bidirectional droop control 
input variable, with a range of [—2, 2]. The magnitude of ( fpu — Uac.pu) determines 
the active power regulation direction of the interlinking converter. The interlinking 
converter should remain in idle state under the following two conditions: (1) both the 
AC frequency and DC voltage are near their rated values. (2) there is power surplus 
or deficit in both the AC subgrid and DC subgrid (1.e., quadrant II or quadrant IV 
in Fig. 3.3), and the relative deviation of AC frequency and DC voltage is close in 
magnitude. These two conditions can be unified as ( fpu — Uac.pu) © 0. Based on the 
above analysis, Eq. (3.11) can be improved as Eq. (3.14). 


1 fpu=Uaepu-D 
K'.= =n , fpu Uac.pu > D 


P= 0, — D < fpu — Uac.pu < D (3.14) 
K'. Lou Teepe P fou ast <-D 


where D is the action deadband, and in this text, D = € = 0.05. The characteristics 
of droop control before and after improvement are shown in Fig. 3.5. 
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Fig. 3.5 Curve of droop control characteristic 


The interlinking converter does not transfer power in the deadband and remains in 
standby mode. It only starts when the normalized deviation between the AC frequency 
and the DC voltage ( fpu — U ac.pu) exceeds the deadband range, thus avoiding frequent 
device actions. 


3.4 Small-Signal Modeling and Stability Analysis 
of Interlinking Converter 


The adaptive bidirectional droop control strategy is based on the control of the inter- 
linking converter in a hybrid microgrid using AC frequency and DC voltage. Different 
droop coefficients K and weight coefficients à may have an impact on the stability 
of the hybrid microgrid system, and only when the coefficients are within a reason- 
able range can the stable operation of the hybrid microgrid system be ensured. In 
this section, the influence of changes in the droop coefficient and weight coefficient 
values on the stability of the system is studied using eigenvalue analysis. 

The adaptive bidirectional droop control strategy takes the normalized AC 
frequency (fpu) and the DC voltage (Uac.pu) as inputs, and the active power (P) of 
the interlinking converter as the output. The active power reference value is obtained 
by linearizing Eq. (3.8) as shown in Eq. (3.15). 


A Prep = —À > K+ Afp + (1 — å) - K + AU ge pu (3.15) 


The power decoupling double closed-loop control of the microgrid interlinking 
converter is implemented in the dq coordinate system. The power outer loop adopts 
PI control, while the current inner loop has a much wider bandwidth than the power 
outer loop and can be simplified as an inertial element [26]. Its transfer function is 
shown in Eq. (3.16). 
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Gri(s) = kp + & 
G3) = zF 


1+Ts-s 


(3.16) 


where kp and kj; are the proportional and integral coefficients respectively, and T; is 
the switching period of the interlinking converter. 

The active power angle relationship on the AC side of an interlinking converter 
is written as: 


P = E8 (3.17) 


where Xz is the total impedance between the AC output of the interlinking converter 
and the AC bus, and ô is the phase angle difference between the converter and the 
AC bus. 

The relationship between the DC side power of the interlinking converter is: 


P= Uac (Tac — Cec Wee) (3.18) 


The transfer functions for active power of the interlinking converter with respect 
to AC frequency and DC voltage, obtained by linearizing Eqs. (3.17) and (3.18), are 
shown in Eq. (3.19). 


XLS 
Gis) = ZUE (3.19) 
Guac(S) = ERRI 


According to Eqs. (3.15)-(3.19), the small signal model of the interlinking 
converter closed-loop system can be obtained, as shown in Fig. 3.6. The influence 
of the droop coefficient K and the weight coefficient à on the distribution of system 
eigenvalues is studied separately, and the root locus is plotted as shown in Fig. 3.7. 

Figure 3.7a shows the root locus plot as the droop coefficient K increases from 0 
to 5, and Fig. 3.7b shows the root locus plot as the weighting coefficient À increases 
from 0 to 1. The characteristic roots of the closed-loop system are all located in the left 
half-plane of the imaginary axis, indicating system stability under small disturbances. 
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Fig. 3.6 Small-signal model of close-loop system 
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Fig. 3.7 Locus of eigenvalues for close-loop system 


The distribution of dominant poles in the complex plane changes with variations in K 
and A, thereby affecting the dynamic response characteristics. Based on the stability 
analysis results in this chapter and existing stability analysis conclusions for AC/ 
DC microgrids [12], it can be concluded that within the specified range, the droop 
coefficient K and weighting coefficient A can satisfy the stability requirements of the 
system during normal operation. 

The weight coefficient à of the adaptive bidirectional droop control strategy varies 
actively within the range of (0, 1), aiming to reduce the comprehensive deviation 
index and achieve better AC frequency and DC voltage balance while ensuring 
system stability. To prevent the interlinking converter from overloading, the value 
of the droop coefficient K should not exceed the maximum value of the interlinking 
converter capacity. At the same time, to fully utilize the bidirectional power regula- 
tion capability, the droop coefficient K can be chosen as the interlinking converter 
capacity Smic. 


3.5 Simulations 


A hybrid microgrid simulation model in PSCAD/EMTDC software is built as shown 
in Fig. 3.1. The AC microgrid consists of two controllable power sources DG1 and 
DG2 with P-f control, and one uncontrollable power source DG3 with PQ control. 
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Table 3.2 System parameters 


Parameters Numerical value 
Rated AC voltage Uaco (KV) 0.38 

Rated AC frequency fo (Hz) 50 

AC DG capacity Spg1, Spaz, Spa3 (MW) 0.55, 0.55, 0.2 
AC load Pioaad_ac (MW) 0.6 

Rated DC voltage Uaco (kV) 0.7 

DC DG capacity Spa, Spas, Spas (MW) 0.55, 0.55, 0.2 
DC load Pioad_ pc (MW) 0.6 
Interconverter capacity Swic (MW) 1.2 

DC Capacitance Cac (MF) 7800 

Filter Inductors L (mL) 0.25 

AC frequency upper and lower limits f max, f min (Hz) 50.5, 49.5 

DC voltage upper and lower limits Udcemax, U dcmin (KV) 0.735, 0.665 
Droop coefficient K (MW) 1.2 

Motion deadband D (pu) 0.05 


The DC microgrid consists of two controllable power sources DG4 and DG5 with 
P-Uae control, and one uncontrollable power source DG6 with PQ control. The 
system parameters are shown in Table 3.2. The rated value of the AC and DC loads 
is 0.6 MW, and the initial active power for each DG is 0.3 MW with an initial output 
of 0.1 MW. The power is balanced within the AC and DC microgrids, and the power 
transfer through the interlinking converter is 0. 


3.5.1 Scenario 1: Load Variation 


To verify the effectiveness of the proposed adaptive bidirectional droop control 
strategy in responding to changes in AC and DC loads and maintaining stable AC 
frequency and DC voltage, different scenarios were set up including unilateral load 
changes, simultaneous load changes on both sides, etc. At the initial moment, DG1 
~ 6 were all put into operation, and both AC and DC loads are 0.3 MW. 


(1) Scenario 1.1: Load Variation in One Side 


The AC load increases to 0.6 MW at 2 s, the DC load also increases to 0.6 MW at 
4 s, and the AC load returns to 0.3 MW at 6 s. The simulation results are shown in 
Fig. 3.8. 

As shown in Fig. 3.8, at the beginning, the AC frequency and DC voltage are 
both close to their rated values, and the interlinking converter is in standby mode. At 
2 s, the AC load increases, causing the AC frequency to drop, and the interlinking 
converter operates in the inverter mode. At 4 s, the DC load increases, causing the 
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Fig. 3.8 Simulation results of scenario 1.1 


DC voltage to drop. At this point, the power shortage in the AC and DC microgrid 
is equal, and adjusting the power on either side will increase the overall deviation 
value. The interlinking converter is in standby mode. At 6 s, the AC load recovers, 
but there is a power shortage on the DC side, and the interlinking converter operates 
in rectifier mode. The above results show that the proposed strategy can effectively 
respond to changes in AC and DC loads, balance the power between AC and DC, 
avoid excessive deviation in AC frequency or DC voltage, and keep them within the 
allowable range. 


(2) Scenario 1.2: Bilateral Load Variation 


The mixed microgrid experiences changes in both AC and DC loads, which may 
result in complementary or repulsive (reducing the frequency or voltage deviation 
on one side, while increasing the deviation on the other side) AC and DC power. 
Therefore, an interlinking converter is required to coordinate the bidirectional power 
based on the deviation values of AC frequency and DC voltage. Different scenarios 
of changes in AC and DC loads were simulated, and the steady-state values of AC 
frequency, DC voltage, and active power of the interlinking converter were recorded. 
The simulation results are shown in Table 3.3. 

According to Table 3.3, an increase in load is positive and a decrease in load is 
negative. The active power of the interlinking converter is positive for inversion and 
negative for rectification. Therefore, the following conclusions can be drawn: (1) 
When the load of AC and DC changes in a complementary manner, the interlinking 
converter can provide support from the surplus side to the deficient side in controlling 
power. (2) When the load of AC and DC increases or decreases simultaneously, there 
is a contradiction between optimizing AC frequency and optimizing DC voltage. 
If the power change on both sides is equal, adjusting the power on either side will 
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Table 3.3 Simulation results of scenario 1-2 


Operation status APioad_Ac (MW) | APioaa pe (MW) |f (Hz) | Uac (KV) | Pic (MW) 
Cross-straight 0 0 50.00 | 0.7000 0 
balance 
Cross-direct +0.2 —0.2 49.90 | 0.7071 0.1067 
complementary —0.2 +0.2 50.10 | 0.6931 —0.1032 
Intersection and +0.2 +0.2 49.80 | 0.6857 0 
direct repulsion —0.2 —0.2 50.20 |0.7153 |o 
(APioaa equal) 
Intersection and +0.3 +0.1 49.77 | 0.6879 0.0672 
direct repulsion +0.1 +0.3 49.83 |0.6838 | —0.0674 
(APioad is not equal) 
—0.3 —0.1 50.24 | 0.7106 —0.0703 
—0.1 —0.3 50.18 | 0.7172 0.0793 


increase the overall deviation, and the interlinking converter will operate in standby 
mode. (3) If the power change on AC and DC is not equal, the side with larger 
deviation is more likely to exceed the limit. In this case, the interlinking converter 
adaptively provides power support to the side with larger deviation to reduce the 
overall deviation. The above analysis shows that the proposed method can adaptively 
adjust the power and direction of the interlinking converter based on the relative 
deviation of AC frequency and DC voltage, ensuring that both AC frequency and 
DC voltage remain stable within the optimal range. 


3.5.2 Scenario 2: DG Output Change or on/off Switch 


The changes in DG output or the switching of DGs may cause power imbalance 
and changes in load capacity in a hybrid microgrid. In such scenarios, the strong 
microgrid should provide power support to the weak microgrid. To validate the 
effectiveness of the proposed method in this scenario, simulations were conducted 
for both uncontrollable DG output changes and controllable DG switching. 


(1) Scenario 2.1: Uncontrollable Output Variation of DG 


At the initial moment, both AC and DC loads are at 0.3 MW. DG1 ~ 6 are all in 
operation, with non-controllable DG3 and DG6 generating 0.1 MW each. At 2 s, 
the output of AC DG3 increases to 0.2 MW, and at 4 s, the output of DC DG6 also 
increases to 0.2 MW. At6s, the output of AC DG3 returns to 0.1 MW. The simulation 
results are shown in Fig. 3.9. 

As shown in Fig. 3.9, the response characteristics of uncontrollable DG are 
similar to load variations. However, since uncontrollable DGs are generally renew- 
able energy sources, their output has fluctuating characteristics, leading to fluctu- 
ations in frequency and voltage. The adaptive bidirectional droop control strategy 
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Fig. 3.9 Simulation results of scenario 2.1 
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can balance the uncontrollable DG power between the AC and DC sides, which is 
beneficial for improving the capacity of renewable energy integration. 


(2) Scenario 2.2: Adjustable DG Switching 


At the initial moment, both the AC and DC loads are 0.3 MW, and controllable DG1, 
DG2, DG4, and DGS are put into operation. At 2 s, DC DGS is disconnected; at 4 s, 
AC DG2 is disconnected; at 6 s, DC DGS is reconnected to the grid. The simulation 


results are shown in Fig. 3.10. 
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As shown in Fig. 3.10, at 2 s, the voltage drops and the DC microgrid weakens 
due to the disconnection of DGS. At this time, the interlinking converter operates in 
rectifier mode. At 4 s, the AC DG2 is also disconnected, and the strength of the AC 
and DC microgrids decreases, as well as the power deficit. The interlinking converter 
switches to standby mode. At 6 s, the DC DGS is reconnected, with a weak AC grid 
and a strong DC grid, and the interlinking converter operates in inverter mode. The 
above results indicate that the interlinking converter, using adaptive bidirectional 
droop control strategy, can meet the requirements of flexible integration of DG, 
improve the mutual support capability of AC and DC DG, and fully exert the power 
support function of AC and DC DG in hybrid microgrid. 

The simulation results of scenario | and scenario 2 demonstrate that the proposed 
adaptive bidirectional droop control strategy can effectively regulate the bidirectional 
power between AC and DC microgrids in various operating scenarios, such as load 
variations, changes in distributed generation (DG) output, or switching. It balances 
the AC frequency and DC voltage deviation, and enhances the power regulation 
capability of the hybrid AC/DC microgrid. 


3.6 RT-LAB Simulation Verification 


The RT-LAB semi-physical simulation platform is built, as shown in Fig. 3.11, to 
verify the performance of the proposed adaptive bidirectional droop control strategy. 
The platform includes the RT-LAB OP7000 hardware simulated real-time simu- 
lator, the FPGA controller of XILINX FPGA ZYNQ7020, the AN706 controller 
sampling module with a maximum sampling frequency of 200 K, and the waveform 
measurement using Tektronix MSO44 oscilloscope. 

A real-time simulator has been built in which a hybrid AC/DC microgrid and an 
interlinking converter model are included, with parameters as shown in Table 3.2. The 
control strategy is implemented in a hardware simulation using an FPGA controller. 
The interlinking converter voltage and current on both sides are sampled through 
the AN706 board connected to the RTLAB AO board. The adaptive bidirectional 
droop control is carried out in the FPGA controller, and the control signals for 
the interlinking converter switches are generated. The control signals are inputted 
through the RTLAB DI board connected to the AN706 board, forming a closed-loop 
simulation. 

The effectiveness of the proposed adaptive bidirectional droop control strategy is 
verified through a semi-physical simulation in different strong and weak situations 
of AC/DC hybrid microgrids. The load capacity of the microgrid varies with the 
adjustable DG penetration level in AC/DC hybrid microgrids, and load changes in 
weak microgrids are more likely to cause significant deviations or even exceeding 
limits in frequency and DC voltage. In such cases, a stronger microgrid is required 
to provide more power support to a weaker microgrid. To verify the effectiveness of 
the proposed strategy in the above situations, the power response characteristics of 
the interlinking converter during load changes with different DG penetration levels 
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Fig. 3.11 RT-LAB hardware in loop simulation experiment platform 


in AC/DC microgrids are simulated, and the proposed method is compared with the 
fixed coefficient bidirectional droop method. 


3.6.1 Scenario 1: Weak AC Microgrid and Strong DC 
Microgrid 


At the initial moment, the AC and DC loads are both 0.3 MW. Only DG1 is put into 
operation in the AC microgrid, while DG4 and DGS are put into operation in the DC 
microgrid. The initial power of each DG has been set to achieve source-load balance 
within the AC/DC microgrid. At 2 s, the AC load increases to 0.6 MW, and at 6 s, the 
DC load also increases to 0.6 MW. The experimental results are shown in Fig. 3.12. 

As shown in Fig. 3.12, the AC load increases between 2 and 6 s, and only DG1 in 
the AC microgrid has a weak load capacity. Adjusting it according to the traditional 
fixed coefficient method would result in a significant drop in AC frequency. However, 
using the adaptive coefficient control method proposed in this chapter can deliver 
more supporting power to the AC microgrid. Compared to the traditional method, the 
power transmission increases by 0.038 MW and the overall deviation decreases by 
28.7%. After 6 s, both the AC and DC loads increase to 0.6 MW. Although the power 
deficit is equal between AC and DC, the AC microgrid is weaker and experiences a 
greater frequency drop. The method proposed in this chapter can adaptively provide 
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Fig. 3.12 Experimental results of scenario 1 


more power support to the AC side. Compared to the traditional method, the power 
transmission increases by 0.019 MW and the overall deviation decreases by 9.8%. 


3.6.2 Scenario 2: Strong AC Microgrid and Weak DC 
Microgrid 


At the initial moment, the AC and DC loads were both 0.3 MW. AC microgrid DG1 
and DG2 were put into operation, while only DG4 was put into operation in the DC 
microgrid. The initial power of each DG has been set to ensure source-load balance 
within the AC-DC microgrid. At 2 s, the DC load increased to 0.6 MW, and at 6 s, the 
AC load also increased to 0.6 MW. The experimental results are shown in Fig. 3.13. 

As shown in Fig. 3.13, during the 2~6 s period, the DC load increases and only 
DG4 in the DC microgrid has a weaker load capacity. Adjusting it using the traditional 
fixed coefficient method would result in a significant voltage drop. However, by using 
the adaptive coefficient control method proposed in this chapter, more support power 
can be provided to the DC microgrid. Compared to the traditional method, the power 
transmission is increased by 0.035 MW and the overall deviation is reduced by 32.6%. 
After 6 s, both the AC and DC loads increase to 0.6 MW. Although the shortfall in AC 
and DC power is equal, the DC microgrid is weaker and experiences more voltage 
drop. The proposed method can adaptively provide more power support to the DC 
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side. Compared to the traditional method, the power transmission is increased by 
0.017 MW and the overall deviation is reduced by 9.3%. 

The results of the semi-physical simulation verification show that using the adap- 
tive bidirectional droop control strategy can achieve better compensation effects for 
both AC frequency and DC voltage balance. Combining theoretical analysis and 
simulation, the results indicate that the proposed strategy can fully utilize the power 
mutual assistance capability between microgrids and achieve power optimization 
distribution under various operating states with source and load fluctuations in the 
AC/DC microgrid. 


3.7 Conclusion 


The interlinking converter is a core device for flexible interconnection between AC 
microgrids and DC microgrids, playing a key role in balancing power between AC 
and DC microgrids and improving frequency and voltage stability. In response to the 
problem that traditional bidirectional droop control strategies cannot dynamically 
adjust the priority of AC frequency control and DC voltage control, An adaptive 
bidirectional droop control strategy for the interlinking converter is proposed in this 
chapter, which dynamically adjusts the adaptive weighting coefficient based on the 
deviation of AC frequency and DC voltage to achieve a balanced compensation 
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for AC frequency and DC voltage deviation, and effectively reducing the overall 
deviation index of the AC/DC microgrid. Through theoretical analysis, simulation, 
and experimental verification, the following main conclusions are drawn: 


(1) 


(2) 


(3) 


When dealing with fluctuations in AC or DC loads, the proposed adaptive bidi- 
rectional droop control strategy enables bidirectional power flow between AC 
and DC side, fully leveraging the power mutual assistance capability between 
AC and DC microgrids and maintaining frequency and voltage within the 
optimal range. 

The proposed strategy does not require communication, making it convenient 
for plug-and-play of distributed energy sources and improving the flexibility 
of hybrid microgrid systems. By setting a deadband as the activation condi- 
tion, frequent actions of the interlinking converter are avoided, thus the system 
reliability is enhanced. 

Compared to traditional bidirectional power droop control strategies, the 
proposed method exhibits better balance of AC frequency and DC voltage 
in hybrid microgrids with varying strengths. It also optimizes the control for 
the side with larger power imbalance, effectively improving the reliability and 
stability of the hybrid microgrid system. 
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Chapter 4 A) 
Flexible Connected Multiple Port get 
Microgrids 


4.1 Introduction 


Port microgrid is an organic combination of the distributed generator (DG), energy 
storage, and load, with two modes of operation: grid-connected and islanded, and is 
one of the most important ways to effectively use renewable energy [1, 2]. Microgrids 
are positioned in medium and low-voltage distribution networks and support plug- 
and-play and seamless switching by efficiently coordinating the operation of microp- 
ower, energy storage, and load to provide self-control, protection, and management 
[3, 4]. The microgrid provides a platform for liaison and interaction between the 
grid, DG, energy storage, and load due to its flexible mode of operation and high 
dependability of power supply. With the ongoing implementation and promotion of 
new energy policies and the increasing penetration of DG, particularly renewable 
energy generation [5-7], it is difficult for a single microgrid to fully consume and 
effectively utilize a large quantity of dispersed connected DG [8]. 

As an extension of a single microgrid’s structure and function, multiple microgrids 
(MMGs) can increase the DG consumption and control capacity by clustering the 
operation of numerous sub-microgrids [9], as well as the microgrid’s reliability and 
economics. Because of this, the mode of microgrid building has evolved from a single 
small-scale demonstration to the clustering of numerous microgrids in locations with 
abundant distributed energy supplies [10, 11]. 

MMGs are combinations of sub-microgrids aggregated to increase the intercon- 
nected interactive coordination of sub-microgrids. The EU Framework Plan for 
Science and Technological Development FP6 pioneered the control architecture of 
MMGs, which consists of a distribution network management layer, a centralized 
control layer, and a microgrid control layer [9]. Literature [10] suggested an AC 
contact line-based interconnection strategy for MMGs to accomplish reactive power 
synergy during normal system operation and frequency control during islanded oper- 
ation while enabling the sub-microgrid black start. Direct connection of several 
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microgrids across stations, voltage levels, and control systems to form complemen- 
tary interconnections is challenging to do using the AC interconnection approach 
[11]. 

MMGs coordinate many microgrids by complementing one another to achieve 
energy balance, mutual aid, and other operational objectives under various operating 
scenarios [12, 13]. Current research on MMGs focuses on control, optimization, and 
management in order to improve the reliability and economics of operation through 
the design and development of practical control and operation systems. Literature 
[14] reduces the control hierarchy of MMGs into two layers and employs the coop- 
erative operation of several microgrids to enhance reliability by creating a standby 
capacity mechanism. Based on the peculiarities of the operation mode of MMGs, the 
literature [15] suggests an intertemporal strategy and real-time scheduling strategy to 
achieve the flexible and economical operation of the system. To meet the operational 
aims and needs of MMGs, the previous research presented coordinated operation 
solutions from various perspectives. Nevertheless, the sub-microgrids are connected 
to the grid in an AC synchronous manner and coordinate with one another in a 
uniform manner, which severely restricts the operational flexibility and economic 
potential of MMG. Actual operation of AC interconnection MMGs reveals that the 
sub-microgrids have a significant impact on one another and that the control flexi- 
bility is limited. In some cases, the parallel operation of multiple microgrids is unable 
to perform the originally specified regulation and control functions, and the islanding 
mode makes it difficult to operate in a stable manner due to microgrid disturbances 
or abnormalities. 

The use of multi-terminal DC to construct flexible interconnection of sub- 
microgrids is a novel approach to structurally altering MMGs, and there are few perti- 
nent research results and papers. ABB’s Hrithik Majumder first proposed connecting 
various numbers and types of microgrids using voltage-sourced converters [16], but 
he did not elaborate on the synergy and interaction of MMGs. MD. Jahangir Hossain 
et al. recommended the use of multi-terminal flexible DC technology to regulate 
MMG islanding operating currents in order to increase system operating stability 
[17], but they did not take the flexibility of operating modes into account. The 
literature [18, 19] proposed using droop-controlled flexible converters to connect 
different areas of the distribution network to achieve reasonable power distribution 
and stable system operation; the literature [20] combined flexible DC transmission 
technology with distribution networks to establish a multi-terminated flexible DC 
distribution network across station areas; and the related studies provided technical 
ideas for the application of flexible DC in distribution networks. Currently, the cost 
of voltage source converters based on mature topology architecture is gradually 
decreasing, and it is increasingly used in soft switches, active filters, and low-voltage 
DC distribution networks. The investment cost and technical economy meet the 
requirements, and the technical economy is still improving [20]. MMGs use voltage 
source converters to establish interconnection structures, which not only improves 
the access and consumption capacity of new energy sources, but also reduces the 
investment cost and improves the technical economy. 
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To improve the flexibility and coordination of MMGs operation, this chapter first 
analyzes the typical connection mode of MMGs and then proposes a hybrid unit of 
common coupling (HUCC) for the microgrid to establish the flexible interconnection 
structure of MMGs; based on the combination of the switch, bidirectional converter, 
and power conditioning unit in HUCC, the connection mode of MMGs flexible inter- 
connection system is proposed with a flexible interconnection string. The connection 
mode and control mode of flexible interconnection system are proposed based on 
the combination of the switch, bi-directional converter, and power regulation unit in 
HUCC; three operation modes of grid connection, islanding, and emergency and their 
switching methods are analyzed; the multi-layer control system of flexible connected 
MMGs (FCMMGs) is established; and the control methods of central layer, an inter- 
face layer, and a micro network layer are presented. The simulation model is built, 
and the simulation results indicate that FCMMGs and their control scheme have good 
operating performance and are an important approach to access and consume widely 
distributed power sources. 


4.2 Typical Structure and Characteristics of MMGs 


Microgrids offer the benefits of independence and autonomy, coordination and opti- 
mization with high efficiency and dependability, but their scale and operational 
capacity are determined by DG penetration, control methods, and the capacity of 
the primary power source [3, 4]. In regions with a significant number of DGs, several 
independently dispersed sub-microgrids serve as the foundation for resolving this 
technical issue, and the electrical connection between them is enhanced using a 
rational connection mechanism and organizational structure. MMGs generally use 
AC interconnection [7, 12] with the following three characteristics: (1) the pres- 
ence of two or more adjacent sub-micro-networks; (2) the existence of energy and 
information interactions between sub-micro-networks; and (3) the ability of each sub- 
micro-network to operate independently or collaboratively to accomplish common 
goals. 

Figure 4.1 depicts the usual configuration of a MMGs system based on AC connec- 
tion, which consists of four independent sub-microgrids from MG1 to MG4; each 
sub-microgrid has complete control and protection devices [21] and can access 
different types of DGs, energy storage, and local loads, etc. MMGs provide the 
foundation for energy mutualization, frequency and voltage support, and cooperative 
operation between sub-microgrids. 

As depicted in Fig. 4.1 According to the “source-feed” connection of access, the 
fundamental structure of MMGs can be categorized into one of three types. 


(1) Same-source and same-feeder (SSSF) type: several microgrids are connected 
to the same feeder and interchange power with the same superior power source, 
such as MG1 and MG2; 
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Fig. 4.1 A typical MMG structure and organization 


(2) Same-source and different-feeder (SSDF) type: many microgrids are connected 
to the grid by separate feeders, but are connected to the same power source, and 
the electrical connection between multiple microgrids is near, as in MG1 and 
MG3; 

(3) Different-source and different-feeder (DSDF) type: multiple microgrids are 
connected to the grid via different feeders and connected to different supe- 
rior power sources, and the superior power sources are typically in the unlisted 
state between them, and the electrical relationship between sub-microgrids is 
weak, as in MGI and MG4. 


Currently, MMGs generally establish interconnection relationships through 
communication methods. The three types of structures, SSSF, SSDF, and DSDF, form 
the basis of interconnecting MMGs, and the three basic structures can be switched 
through a point of common coupling (PCC) according to operational needs. As 
shown in Fig. 4.2, PCC, as a key node connecting MMGs, can adjust the topology 
of MMGs by switching states, controlling the grid connection and disconnection 
between microgrids and between MMGs and higher-level power grids. At the same 
time, PCC can provide measurement information on electrical quantities and opera- 
tional status, supporting the coordinated control and operation of a group of micro- 
grids. As the number of interconnected microgrids continues to increase, the combi- 
nation of basic structures and switching of PCC states enables MMGs to adapt to 
complex operating environments. 

MMGs feature significant electromagnetic coupling between AC interconnected 
sub-microgrids, and there are technical issues with synchronous grid connection, 
fault isolation, flexible operation, etc. MMGs achieve flexible connections by decou- 
pling active and reactive components via voltage source converters and configuring a 
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set amount of energy storage to form HUCCs with two types of grid connection inter- 
faces, AC and DC. Compared with AC interconnection, the HUCC of MMGs can, on 
the one hand, smooth out disturbances and quickly isolate faults, reduce the impact 
of disturbances, and improve the operational stability of the system and individual 
microgrid; on the other hand, through the decoupling control of active and reactive 
components, it increases the control dimension of the system, has the capability of 
asynchronous interconnection, meets the demand of multiple operation modes, and 
reduces the impact of disturbances on the system and individual microgrid. 


4.3 Flexible Interconnection of MMGs 


4.3.1 HUCC Structure and Operation Mode 


The flexibility and coordinated operation of MMGs are based on their interface 
technology. This chapter proposes a hybrid point of common coupling (PCC) unit 
that integrates both AC and DC connection methods. On the one hand, microgrids 
are connected to the higher-level power grid through the AC interface, fully utilizing 
the support function of the power grid and improving the frequency and voltage 
stability of MMGs. On the other hand, flexible interconnection between microgrids 
is achieved through the DC interface, fully leveraging the compatibility and control 
capabilities of the DC unit, and improving the scalability and transient stability of 
multi-microgrid systems. 

HUCC is an organizational and control unit for interconnecting MMGs. As shown 
in Fig. 4.3, it consists of AC and DC interfaces, power regulation units, control and 
protection systems, etc. To ensure the reliability and flexibility of HUCC operation, a 
three-bus structure is adopted for its primary wiring, where the common connection 
bus serves as a bridge between the microgrid and AC/DC interfaces, responsible for 
connecting the AC bus, DC bus, and power regulation unit. The AC and DC buses 
provide external interfaces, with the AC interface typically used for connection to 
the public grid and the DC interface used for interconnecting microgrids. To flexibly 
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combine the SSSF, SSDF, and DSDF structures and minimize the isolated fault area, 
corresponding types of circuit breakers are configured for the AC and DC interfaces, 
respectively. 

As indicated in Fig. 4.3, the DC bus is connected to the common connection bus 
via the converter, and the voltage source type is preferred for the converter in order to 
increase the control dimension. HUCC can configure modular multi-level converter 
(MMC) to increase the efficiency and power quality of multi-microgrid operation 
due to MMC’s small size, low loss, and high output waveform quality. The power 
regulation unit primarily employs an energy storage system (ESS) to optimize the 
regulation of sub-microgrid grid characteristics, such as power fluctuations, etc. To 
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Fig. 4.3 Configuration fundamentals of the HUCC 
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increase the economics, the energy storage system can be constructed individually 
or by utilizing existing energy storage equipment in the microgrid. 

As a unified interface for the flexible interconnection of MMGs, the HUCC relies 
on a coordinated combination of switching states, MMC control modes, and quick 
ESS response to perform its duties. Based on the actual operation of MMGs, the 
operation mode of the HUCC consists of two layers: connection mode and control 
mode, and the switching of the HUCC connection mode is based on the combination 
of switching states, which can be categorized into three types: AC mode, DC mode, 
and hybrid mode, with the following operating characteristics. 


(1) AC mode: AC mode is used to connect sub-microgrids to the upper-level distri- 
bution networks, and the steady voltage and frequency of distribution networks 
is utilized to support MMGs and increase system operating stability. 

(2) DC mode: Based on MMC to realize flexible interconnection between mutual 
mass sub-microgrids, MMC control mode and characteristics can effectively 
solve the technical problems of AC connection, such as power balance and elec- 
tromagnetic coupling. This mode enables access to sub-microgrids and improves 
DG’s consumption capacity. 

(3) Hybrid mode: Hybrid mode is acombination of AC and DC modes with the bene- 
fits of 2 independent modes; also, AC and DC connections in hybrid mode can 
be backed up by each other, making hybrid mode the most prevalent operating 
mode of FCMMGs. 


Matching the connection mode, HUCC employs the flexible control of MMC and 
ESS to enhance the operational stability and dependability of the system. Due to the 
limited capacity of individual MMCs in MMGs, the active power-DC voltage (P-U) 
droop control is used for the DC interface MMCs of controllable sub-microgrids to 
jointly participate in the voltage stability control of the interconnection system [24, 
25]; for uncontrollable sub-microgrids (microgrids that cannot operate independently 
and require voltage and frequency support from the grid) then constant AC voltage/ 
frequency (v/f) control is used [26]. The ESS functions as a regulator for power 
balancing and fluctuation reduction and collaborates with the MMC to meet the 
multi-flexible microgrid’s control objectives. The HUCC control mode is determined 
by the operating needs of MMGs and is subdivided as follows: P-U droop mode and 
v/f mode. 


(1) P-U droop mode: MMC adopts P-U droop control, which can provide voltage 
support for DC-connected networks and accomplish flexible power dispatching, 
and ESS as an auxiliary smoothing fluctuation employs P-U mode. 

(2) v/f mode: MMC utilizes fixed AC voltage and frequency control, ESS func- 
tions primarily for peak regulation and valley filling, and sub-microgrid HUCC 
without an adjustable power source often utilizes this mode. 


As the core of flexible interconnection in MMGs, HUCC not only has structural 
compatibility but also has the ability to coordinate control and optimize operation. 
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Compared with the PCC interface, HUCC uses the DC interface to isolate the electro- 
magnetic coupling between different microgrids, supports asynchronous intercon- 
nection of multiple microgrids, and can provide power to passive systems. By decou- 
pling the power components in the multi-microgrid system through MMC, HUCC 
achieves separate control of active and reactive power, improving the controllability 
and flexibility of the system operation. 


4.3.2 Flexible Interconnection Solution for HUCC-Based 
MMGs 


The AC interface is utilized to connect the microgrid to the higher-level grid, while the 
DC interface is used for the flexible connectivity of many sub-microgrids. The flexible 
interconnection of MMGs is based on the classic multi-microgrid structure, and the 
configuration and interconnection regulations of MMGs are established by the three 
types of fundamental units, SSSF, SSDF, and DSDF. The flexible interconnection 
rules of MMGs are outlined in the next section. 


(1) Several sub-microgrids under the basic structure of SSSF have the same 
“source-feeder” characteristics, are interconnected by DC interfaces, and can 
be connected to the higher grid via AC interfaces, allowing for grid-connected 
or islanded operation; 

(2) The connection rules of sub-microgrid under SSDF basic structure are the same 
as (1); 

(3) The sub-microgrid under DSDF basic structure uses a DC interface to form a 
flexible interconnection on the one hand, and on the other hand, the AC interfaces 
of its sub-microgrid are all connected to the superior grid due to the access to 
different power sources. 


Figure 4.4 depicts the FCMMGs developed in accordance with the above flexible 
interconnection rules, based on the usual construction of MMGs depicted in Fig. 4.1. 
MMGs have a more adaptable mode of operation due to their connectivity layout. 
During normal operation, FCMMGs can operate in two modes: grid-connected and 
islanded. In the event of an emergency, HUCC can be utilized to rapidly reconfigure 
the system in order to restore power to important locations and ensure power quality. 


4.3.3 Operation Modes and Mode Switching of FCMMGs 


(1) Operation Modes of FCMMGs 


FCMMGs offer versatile operation modes, the most common of which being grid- 
connected mode, islanding mode, and emergency mode. The HUCC connection and 
control modes corresponding to each mode are distinct. Take the MMGs depicted 
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in Fig. 4.4 as an example, where MG1, MG2, and MG4 are controllable microgrids 
and MG3 is a non-controllable microgrid; Table 4.1 illustrates the associated HUCC 
states and control techniques for various operation modes. 


Table 4.1 Operation modes of FCMMGs 


Sub-microgrids HUCC connection | Grid-connected Islanding Emergency 
and control mode | operation operation operation 
MGI AC/DC switch 1/1 0/1 0/0 
MMC P-U droop P—U droop |/ 
ESS PQ PQ PQ 
MG2 AC/DC switch 0/1 0/1 0/0 
MMC P-U droop P-U droop / 
ESS PQ PQ PQ 
MG3 AC/DC switch 1/1 0/1 / 
MMC v/f v/f / 
ESS PQ PQ / 
MG4 AC/DC switch 0/1 0/1 0/0 
MMC P-U droop P-U droop / 
ESS PQ PQ PQ 
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Note that in Table 4.1, 1 indicates the switch is closed, whereas 0 indicates the 
switch is open. To maximize DG utilization, FCMMGs typically operate in grid- 
connected mode, as depicted in Fig. 4.4 and Table 4.1, where the HUCC of MG1 
and MG4 is in hybrid connection mode and the HUCC of MG2 and MG3 is in DC 
connection mode. MGI and MG4 of DSDF exchange electricity with the superior 
grid via the AC interface, while relying on the superior grid to provide voltage and 
frequency support 

When there is a defect or anomaly in the higher-level grid, HUCC swiftly modifies 
the connection mode and MMGs enter islanding operation. During islanding opera- 
tion, the HUCC of all sub-microgrids adopts DC connection mode and disconnects 
the AC connection with the superior AC grid, the sub-microgrids operate in coop- 
eration with one another to improve operational stability. The MMGs grid structure 
and control mode are essentially identical to grid-connected operation, as shown in 
Table 4.1. 

MMGs have emergency operating modes such as black start and fault recovery, in 
addition to grid-connected and islanding operation modes. The structure of MMGs 
in emergency mode is highly variable, and each sub-microgrid can operate inde- 
pendently in the islanding state as depicted in Table 4.1, or in local interconnection 
states such as MG1 and MG? interconnection, depending on operational require- 
ments. Consequently, the control mode in emergency mode is also highly variable. 
Each sub-microgrid system is in a decentralized islanding state when the system 
fails and needs to be “black-started” by the microgrid. After all sub-microgrid DC 
connections have been completed, some HUCCs convert to hybrid connection and 
return to grid-connected mode, which can offer voltage and frequency support for 
the higher-level grid, as the power supply is progressively restored. 


(2) Operation Mode Switching of FCMMGs 


FCMMGs have three typical operation modes that can be changed based on oper- 
ational objectives and restrictions when various types of system events occur. 
FCMMGs will switch between grid-connected mode, islanding mode, and emer- 
gency mode, as illustrated in Table 4.2. When there is a defect in the superior grid or 
low power quality, FCMMGs will disconnect from the superior grid and switch from 
grid-connected operation to islanding operation to ensure the safe and stable func- 
tioning of MMGs and good power quality. During the islanding operation, the power 
output of each sub-microgrid DG and energy storage system will be regulated to 
maintain the power balance of MMGs. Similarly, when a defect or low power quality 
in MMGs negatively impacts the higher-level grid, MMGs will convert to islanding 
operations to protect the higher-level system. When the aforementioned faults and 
anomalies have been rectified, FCMMGs will reconnect to the higher-level power 
grid and resume grid-connected operation. 

Contingency MMGs extreme fault removal, switch to islanding, then switch to 
grid connection MMGs severe fault removal—switch to islanding, then switch to 
grid connection. 
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Table 4.2 Operation modes switch conditions of FCMMGs 


Operation mode | Grid-connected Islanding operation Emergency 
operation 
Grid-connected / Fault or power quality MMGs severe failure 
operation violation in the superior 
grid 
MMGs fault or power 


quality exceeds limit 
Higher-level grid 
maintenance, etc. 


Islanding Fault or power quality | / MMGs severe failure 
operation violation in the 

superior grid 

MMGs fault or power 


quality exceeds limit 
Higher-level grid 
maintenance, etc. 


Emergency MMGs severe fault MMGs severe fault / 
operation excision, switch to removal 
isolated island first, 
then switch to grid 
connection 


In addition, when there is a significant fault in MMGs and the system cannot 
maintain grid-connected or islanded operation, MMGs will be delisted and each sub- 
microgrid will enter emergency operation mode. After the fault has been cleared, each 
isolated microgrid will be black-started, gradually restoring flexible interconnection 
operation and eventually returning to grid-connected or islanded operation mode. 

Due to the strong adaptability of the control methods used in MMC and ESS 
in HUCC, and the use of peer-to-peer control in controllable microgrids, the 
control methods of HUCC and microgrids can autonomously adapt during the mode 
switching of FCMMGs. During the switching process, only the suppression of 
impacts needs to be considered to improve the stability of FCMMGs mode switching. 
The switch from grid-connected mode to islanded mode includes two types: planned 
switching and unplanned switching. Planned switching adjusts the control of HUCC 
and microgrids to exchange power with the higher-level power grid through the AC 
interface until the power exchange drops to zero, and then disconnects the connec- 
tion when the voltage crosses zero, smoothly switching modes. Unplanned switching 
usually refers to abnormalities or faults in the higher-level distribution network or 
MMGs, where the AC interface circuit breaker isolates the fault. At this time, the 
MMGs system responds quickly and ensures power balance within the system by 
adjusting the microgrids and HUCC, improving the stability of MMGs switching 
from grid-connected to islanded mode. The switch from islanded mode to grid- 
connected mode is a planned switch. MMGs control the ESS of HUCC, adjust the 
voltage amplitude, phase angle, and frequency of the AC interface bus, and close the 


92 4 Flexible Connected Multiple Port Microgrids 


AC circuit breaker when the grid connection conditions are met, smoothly switching 
to grid-connected mode. 


4.4 HUCC-Based Control Strategies for FCMMGs 


4.4.1 FCMMGs Control Architecture 


The control approach of MMGs is crucial to their flexible connectivity and flexible 
functioning. Taking into account various operation scenarios, FCMMGs employ a 
three-layer design for coordination and control, as depicted in Fig. 4.5. The interface 
layer control uses the center layer command to determine the switching state, MMC 
control mode, and ESS control method, where MMC is used to meet the operation 
target under specific conditions. 
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Fig. 4.5 Control architecture of HUCC-based MMGs 
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Figure 4.5 depicts the control system architecture and control information flow of 
FCMMGs. The central layer controller generates control targets and constraints based 
on operational scenarios and transmits control information to the interface layer and 
the microgrid layer; the interface layer consists of the switch controller, the MMC 
controller, and the ESS controller; the switch controller controls the HUCC connec- 
tion mode and switches accordingly; the MMC controller primarily completes the 
cooperative operation of MMGs; and the ESS controller suppresses power outages. 

After the flexible interconnection of MMGs, power exchange between microgrids 
is carried out in the form of DC, but the overall operation of MMGs needs to coop- 
erate with the scheduling strategy of the higher-level AC distribution network. The 
distribution network scheduling system collects real-time information and predictive 
information of micro power sources and loads in FCMMGs through the central layer, 
mainly achieving short-term power balance and long-term energy management of 
MMGs. The former is mainly used to control the voltage and frequency within the 
system and the smooth switching of MMGs operating modes, while the latter mainly 
performs economic dispatch of microgrid groups to achieve optimized operation. 
The distribution scheduling system formulates scheduling strategies and issues them 
to the central layer of MMGs. The central layer combines operating constraints and 
goals to achieve power balance, stability, and economic operation. 


4.4.2 Control Technique for the Central Layer of FCMMGs 


(1) Grid-Connected Operation Mode 


The goal of FCMMGs is to fully utilize and maximize the use of renewable energy 
under reliable and stable conditions. When FCMMGs are grid-connected, they use 
the voltage and frequency support provided by the higher-level distribution network, 
and optimize the distribution of sub-microgrid currents through HUCC to improve the 
utilization rate of DG. Therefore, the operating goals of FCMMGs can be summarized 
as: 


1. Maximizing the consumption of renewable energy generation; 
2. Flexibly controlling the active and reactive power between multiple microgrids, 
and optimizing the control of power distribution. 


To achieve these operating goals, DG in each sub-microgrid operates at maximum 
power, the MMC in HUCC allocates excess power between sub-microgrids, and 
the ESS smoothes power fluctuations. The remaining power or power shortage of 
FCMMGs is consumed or supplemented by the higher-level distribution network, 
usually through local consumption of FCMMGs. When regulating the grid-connected 
operation of FCMMGs, the system should meet operating constraints to ensure 
stability, safety, and quality, and the grid-connected operation constraints of 
FCMMGs are shown in Eq. (4.1): 
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where the superscript i € [1, N], j € [1, M] denotes the ith AC feeder transformer 
and the jth microgrid, respectively; N denotes the total number of AC feeder trans- 
formers; M denotes the total number of microgrids; Pi. and Pi. max denotes the power 


and maximum power of AC feeder transformers; P} is the grid-connected trans- 
former of the jth microgrid, the positive direction of power flow to the microgrid; 


Pe and Pe max denotes the power and maximum power of MMC, the are the total 
harmonics limits of the sub-microgrid. The variables P} and P% „ax denotes the the 


power and maximum power of the ESS, with the positive direction indicating the 
energy storage discharge direction; Pe denotes the total power of DG in the micro- 
grid. PÍ is the total load of the microgrid; One and ie denote the DC voltage and 
rated voltage of HUCC. Rie and Te. denote the frequency and rated frequency of 
the microgrid, respectively; Uño and Ule denote the AC voltage and rated voltage 
of HUCC, respectively; T pue denotes the total distortion of the sub-microgrid j; 
£1, €2, €3 and ô represent the limits of frequency deviation, AC voltage deviation, DC 
voltage deviation, and total harmonic distortion of the sub-microgrid, respectively. 


(2) Islanded Operation Mode 


When FCMMGs operate in island mode, the higher-level distribution network no 
longer provides voltage and frequency support for MMGs. Therefore, the operating 
goals of FCMMGs are: 


1. Stable operation of each sub-microgrid, including voltage stability and frequency 
stability; 

2. Smoothing the impact of renewable energy output fluctuations; 

3. Minimizing the power outage load in MMGs. 


To achieve these operating goals, each sub-microgrid first meets the power demand 
of local loads and uses energy storage to balance the output fluctuations of renewable 
energy. Secondly, the central layer coordinates the MMC of the interface layer to 
dispatch the power between sub-microgrids and achieve complementary balance. 
The constraints of multi-microgrid system island operation are shown in Eq. (4.2), 
where the power of energy storage and MMC should not exceed the limit, and the DC 
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voltage deviation and the power quality of each sub-microgrid should be controlled 
within the specified range. 
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(3) Contingency Operation Mode 


In addition to normal operation mode, to improve the reliability and stability of the 
system power supply, FCMMGs should also have the ability to operate in emergency 
mode. The emergency operation mode of FCMMGs mainly refers to the process 
of black starting the system or gradually interconnecting sub-microgrids to restore 
power supply in the event of a serious fault. The overall goal of FCMMGs’ emergency 
operation is to improve the transient stability of the multi-microgrid system, which 
can be divided into two aspects: 


1. Increase the system inertia of the sub-microgrid that has been restored power 
supply; 
2. Reduce transient impacts during the power restoration process. 
To achieve these operating goals, the constraints of emergency operation should 
be satisfied as shown in Eq. (4.3): 
J j 
Pe = P C max 
j j 
P E = P E max 
U pc/ < 0 
J 
Ty. < At 


j j * 
fima- fma 
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where the subscript NMG denotes the microgrid during emergency operation; To is 
the DC voltage recovery time; At denotes the permitted recovery time; Upc/ denotes 
the DC voltage variation rate; ø denotes the DC voltage variation rate limit; and 
represents the DC voltage variation rate. 
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4.4.3 Control Strategies for the Interface Layer 
and Microgrid Layer of FCMMGs 


FCMMGs’ grid-connected, islanded, and emergency operation modes are controlled 
through the interface layer and microgrid layer of HUCC and sub-microgrids based 
on the goals and constraints formulated by the central layer. As shown in Fig. 4.6, 
there are interface layer and microgrid layer control strategies for controllable and 
uncontrollable sub-microgrids. The interface layer receives instructions from the 
central layer and selects the HUCC connection status and operation mode according 
to the strategy shown in Table 4.1. The DC interface MMC of the controllable sub- 
microgrid adopts P—U droop control, while the DC interface MMC of the uncontrol- 
lable sub-microgrid adopts v/f control. The ESS in the sub-microgrid HUCC adopts 
a unified PQ control strategy. 

As a key component in the control of FCMMGs, the microgrid layer is the regula- 
tory basis for the interdependent energy production, storage, and mutual assistance 
of the system. The controllable sub-microgrid adopts a peer-to-peer control strategy, 
where controllable micro-sources have equal status in control and participate in 
voltage/frequency regulation. Controllable micro-sources use P-f and Q—U droop 
control methods, and intermittent micro-sources use PQ control as shown in Fig. 4.6a. 
The droop control used in the peer-to-peer control mode can automatically participate 
in power distribution and is easy to implement plug-and-play and mode switching for 
microgrids. The uncontrollable sub-microgrid is supported by the MMC for voltage 
and frequency, and intermittent micro-sources in the sub-microgrid use PQ control 
as shown in Fig. 4.6b. 

Compared with grid-connected and islanding modes, emergency mode control is 
relatively complex and involves structural changes and control strategy adjustments. 
During emergency operation, the controllable sub-microgrid operates independently, 
and the MMC in HUCC does not work, while the ESS participates in power adjust- 
ment as needed. During black start-up, the controllable micro-sources first start to 
restore the islanded operation of the controllable sub-microgrid, then start the MMC 
to raise its DC voltage to the set value, establish connection relationships among 
multiple sub-microgrids, and increase the output power to the set value, restoring 
MMGs to islanded operation. Finally, based on the status of the superior distribution 
network, the system can restore grid-connected operation or provide black start-up 
power for the upper-level network. 
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Fig. 4.6 FCMMG control scheme for the interface layer and microgrid layer 


98 4 Flexible Connected Multiple Port Microgrids 


4.5 Simulations 


4.5.1 System Architecture and Settings for MMGs 


The FCMMGs simulation system shown in Fig. 4.7 is based on the multi-microgrid 
demonstration project in Rizhao Port. To fully verify the multi-scenario operation 
capability of MMGs, the simulation system includes four sub-microgrids, where 
MG1, MG2, and MG4 are controllable sub-microgrids, and MG3 is an uncontrollable 
sub-microgrid. The HUCC, AC interface switch, DC interface switch, ESS, and 
MMC corresponding to MGI to MG4 are HUCC1 to HUCC4, ACB1 to ACB4, 
DCB1 to DCB4, ESS1 to ESS4, and MMC1 to MMC4, respectively. 

MMGs form a flexible interconnection structure through HUCC. The AC voltage 
at the grid connection point for MG1 and MG3 is 10 kV, while for MG2 and MG4, 
itis 10.5 kV. The frequency of the sub-microgrid is 50 Hz, and the MMC in HUCC 
uses 21 levels with a DC voltage of + 2.5 kV and a capacity of 1 MW. The DG type, 
power, and load parameters for each sub-microgrid are shown in Table 4.3. 
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Fig. 4.7 FCMMG simulation model 
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Table 4.3 Configuration parameters of the simulation model 


Sub microgrid Micro power (MW) Load 
PV Wind power Battery Load capacity (MW) Power factor 
MGI 0.2 |0.1 0.1 0.90 0.9 
MG2 0.4 | 0.3 0.2 0.40 0.9 
MG3 0.3 |/ / 0.55 0.9 
MG4 0.3 0.2 0.2 0.40 0.9 


MG1, MG2, and MG4 have the ability to operate in both grid-connected and 
islanded modes, using peer-to-peer control. Controllable micro-sources operate 
under droop control, while intermittent micro-sources (wind and solar) operate under 
PQ control. MG3 does not have the ability to operate independently, and its photo- 
voltaic system uses PQ control. The MMCs in HUCC1, HUCC2, and HUCC4 operate 
under P-U droop control, while HUCC3 uses v/f control. The ESS in HUCC uses 
PQ control to mainly suppress power fluctuations. 

Based on PSCAD/EMTDC, a simulation model of FCMMGs is established 
for steady-state, transient, and emergency operation analysis. According to the 
TEEE 519-1992 and IEC 61000-2-2 standards, the operating boundary constraint 
parameters of MMGs are 2%, 10%, 10%, 5%, and 0.5 s for £1 , €2, €3 and ô respectively. 


4.5.2 Simulation Results 


(1) Steady-State Operation Simulation of FCMMGs System 


As shown in Fig. 4.7, during the parallel operation of FCMMGs, MG1 and MG4 are 
connected to the upstream distribution network through AC interfaces, while MG2 
and MG3 are flexibly interconnected through DC interfaces with MG1 and MG4. The 
control methods of DG, energy storage and MMC in each sub-microgrid are shown in 
Table 4.1. The energy storage systems in MG1, MG2 and MG4 can flexibly operate 
to absorb (compensate for) the surplus (shortage) power of the FCMMGs system 
and maintain the power balance of the system. Distributed new energy generation 
(wind and solar) in MG2 and MG4 operates at maximum power, and in addition to 
meeting their own load demand, can also transmit surplus power to the connected 
sub-microgrid and upstream distribution network through HUCC. To improve the 
operational efficiency, each sub-microgrid balances reactive power locally, so the 
reactive component of MMC can be set to 0, and the active component is matched 
according to the power difference. 

As shown in Fig. 4.8, the simulation results of the parallel operation of FCMMGs 
show that the system operates stably at the rated working state from 0.6 to | s, and 
the DC voltage is stable and the output power is constant, with the power exchange 
between FCMMGs and the upstream distribution network (AC connection) being 
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basically 0. During the stable operation, the maximum deviation of the DC voltage is 
3.1%; MG1 and MG4 are supported by the upstream distribution network for voltage 
and frequency, with small deviations during operation; The frequency and voltage 
deviations of MG2 and MG3 are relatively large, with maximum values of 0.2% and 
0.3%, respectively. 

During the islanded operation of FCMMGs, MGI and MG4 are disconnected from 
the AC connection and flexibly interconnected through DC interfaces. As shown in 
Fig. 4.9, the simulation results of islanded operation show that MG1 to MG4 operate 
stably, with stable DC voltage and effective support formed between sub-microgrids, 
and flexible power mutual assistance. Due to the lack of support from the upstream 
distribution network, the maximum deviation of the DC voltage is 3.9%, and the 
maximum deviation of frequency and voltage between sub-microgrids becomes 0.5% 
and 0.7%, respectively. 


(2) Transient Operation Simulation of FCMMGs System 


To verify the transient operation performance of the flexible interconnection structure 
and control method of MMGs, the simulation system shown in Fig. 4.7 is used to 
simulate two scenarios to verify the transient operation capability of the system 
during power adjustment, and to compare and analyze the simulation results with 
those of MMGs system using AC interconnection. 


Scenario 1: Parallel operation mode, MG1 to MG4 operate in parallel 


During the parallel operation of FCMMGs, the system structure is complete, and 
MGI to MG4 are all in parallel operation. At 0.7 s, the new energy output of MG2 
decreases by 0.2 MW, and its DC output power is adjusted from 0.5 to 0.3 MW, 
resulting in a power shortage in the system. Due to the P—U droop control of the 
MMC in FCMMGs, the DC voltage of the system will experience a brief drop 
process, and at the same time, the MMC of each sub-microgrid will automatically 
adjust the DC output power until the power on the DC interconnection line reaches a 
new equilibrium point. As shown in Fig. 4.10, the voltage and power regulation and 
response curves of FCMMGs during the system adjustment process show that during 
the system adjustment process, the DC voltage quickly reaches a new stable working 
point after a brief decrease and remains stable, and the DC output power of each 
sub-microgrid is also quickly adjusted to a new stable working point according to 
their respective droop control curve parameters, while the voltage and frequency of 
each sub-microgrid remain basically stable. The entire transient adjustment process 
of FCMMGs is relatively short, with a stable time of DC voltage and DC output 
power of 0.12 s and an power variation overshoot of 25%. 

To verify the transient operational performance of FCMMGs and for the sake 
of generality, a simulation case of interconnected AC MMGs was designed for 
comparison. The AC MMGs have the same parameters as the FCMMGs, but their 
interconnected structure and controllable elements are different. The simulation was 
conducted for 0.7 s under the scenario where the output power of MG4 renewable 
energy source increased by 0.2 MW. Interconnected AC MMGs refer to a cluster of 
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Fig. 4.8 Simulation results 
of grid-connected operation 
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Fig. 4.9 Simulation results 
during islanded operation 
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microgrids that are interconnected with each other to form a community system, as 
described in literature [10]. Based on the design methods of interconnected AC micro- 
grids in literatures [8] and [11], the DCBs 1-4 of the system shown in Fig. 4.7 were 
disconnected and the ACBs 1-4, IB 1, and IB2 were closed to form an interconnected 
AC microgrid. 

Figure 4.11 shows the power adjustment response curves of the FCMMGs and 
the interconnected AC MMGs. In the adjustment process of the FCMMGs, due to 
the excess DC power in the system, the DC voltage gradually increased and rapidly 
reached a new steady-state operating point, which remained stable. The DC output 
power of the sub-microgrid also quickly reached a new steady-state operating point 
through autonomous adjustment, as shown in Fig. 4.1 1a. The entire transient adjust- 
ment process of the FCMMGs was relatively short, with a stabilization time of 0.09 s 
for the DC voltage and DC output power, and an overshoot of 23% in power change. 
As shown in Fig. 4.11b, the transient adjustment process of the interconnected AC 
microgrid was relatively long, with a stabilization time of about 0.66 s, an overshoot 
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Fig. 4.10 Voltage and 8.0 
power curves of FCMMGs 
during MG2 power adjusting 
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of 30% in power change, and oscillations during the adjustment process. Due to the 
increase in DG output power, the voltage at the internal node of MG4 increased, 
and the active power of the load increased. After stabilization, the power of the AC 
interconnection line was 0.497 MW. The comparison shows that the flexible intercon- 
nection method has better transient characteristics for power adjustment in scenarios 
with fluctuating renewable energy generation under grid-connected mode. 

Based on the above simulation and analysis, the change in renewable energy output 
of the sub-microgrid leads to a change in DC output power. The DC voltage and DC 
output power of each sub-microgrid will be autonomously adjusted according to their 
respective MMC droop control curve parameters. Compared with the interconnected 
AC MMGs, the FCMMGs have faster adjustment speed, shorter transient process, 
and higher stability. 


Scenario 2: Islanding mode, MG4 out of operation 


Considering the change in operating mode to islanding and the structural adjustment 
of the MMGs (MG4 out of operation), the transient operational performance of 
the flexible interconnection and interconnected AC MMGs was compared through 
simulation. In the islanding operation of the FCMMGs, when MG2 increased its 
power output by 0.1 MW at 0.7 s, the DC voltage, HUCC interface power, and AC 
voltage and frequency change curves of the sub-microgrid are shown in Fig. 4.12. It 
can be seen that the system operates stably during power adjustment, with values of 
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Fig. 4.11 Power curves of 7 
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£1, &2 and g3 are 0.07%, 1.5%, and 5.8% respectively, and the transient adjustment 
time is about 0.1 s. 

Figure 4.13 shows the voltage, frequency, and interconnection line power of the 
interconnected AC MMGs during power adjustment in islanding mode with MG4 out 
of operation. During the power adjustment process, the voltage and frequency of the 
interconnected AC MMGs continue to fluctuate, and when stabilized, the frequency 
deviation is 0.12% and the voltage deviation is 5.5%, both of which are larger than 
those of the FCMMGs. 

Compared with the interconnected AC MMGs, the flexible interconnection 
MMGs can balance the system power and suppress disturbances through the control 
of MMC, energy storage, and sub-microgrid during transient operation. The opera- 
tion control of FCMGs is more flexible and stable in grid-connected mode, islanding 
mode, and network structure changes compared to the control of AC interconnection 
MMGs. 


(3) Emergency Operation Simulation of FCMMGs System 


To verify the emergency operation ability of FCMMGs, a severe fault was simulated 
by disconnecting the HUCC interconnection and DC switches of MG1 to MG4. 
MGI1, MG2, and MG4 were placed in isolated island operation mode, while MG3 
was out of service. After the fault was cleared, MG1, MG2, and MG4 resumed DC 
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Fig. 4.12 Power adjusting 8.0 
curves during gird-connected 
operation of FCMMGs 
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connection, and MG3 was reconnected to the grid and restored power supply after 
0.7 s, as shown in Fig. 4.14. 

As shown in Fig. 4.14, when MG3 is not connected to the grid, FCMMGs operate 
at anew equilibrium point with stable DC voltage and output power after MG1, MG2, 
and MG4 are connected in DC. When MG3 is reconnected to the grid after 0.7 s, the 
DC voltage and power of the system will undergo transient adjustment due to the 
P-U droop control of the MMCs in MG1, MG2, and MG4. As shown in Fig. 4.14b, 
after MG3 is connected to the multi-microgrid, the DC voltage of the system drops 
slightly, and the DC output power of each microgrid increases, and MG3 gradually 
restores power supply. 

During the emergency operation of FCMMGs, the transient process is stable, and 
after autonomous adjustment, it can quickly stabilize to a new equilibrium point. 
The indicators of FCMMGs’ emergency operation are shown in Table 4.4, and the 
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Fig. 4.13 Power adjusting 
Curves during 
gird-connected operation of 
AC-connected MMGs 
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frequency deviation, AC voltage deviation, DC voltage adjustment time, and total 
voltage harmonic are all better than the requirements. 
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Fig. 4.14 Simulation results 
during emergency operation 
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Table 4.4 Operation indexes during emergency operation 


Sub microgrid Frequency AC voltage DC voltage Total harmonics of 
deviation deviation adjustment time voltage (%) 
maximum (%) maximum (%) (s) 

MG1 0.9 1.1 0.15 s 1.2 

MG2 1,2: 0.9 1.0 

MG3 1.0 1.0 1.4 

MG4 1.0 1.2 0.9 
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4.6 Conclusion 


This chapter systematically studied the basic structure, unified interface, flexible 
interconnection scheme, and control system and methods of multi-microgrids. A 
hybrid public connection unit structure with integrated AC and DC interfaces 
was designed, and a flexible interconnection multi-microgrid system scheme was 
proposed, which expanded the diversity and flexibility of multi-microgrid intercon- 
nection. A multi-layer control system for flexible interconnection multi-microgrids 
was constructed, and control methods for the central layer, interface layer, and micro- 
grid layer were proposed. The control methods fully considered the operating char- 
acteristics of each sub-microgrid and distributed power source, achieved the coordi- 
nated control of the hybrid public connection unit and sub-microgrid, and completed 
the operational objectives and constraints formulated by the central layer. 

Based on the hybrid public connection unit, the flexible interconnection multi- 
microgrid integrates AC and DC connection modes. On the one hand, it fully utilizes 
the frequency and voltage support function of the AC interface to improve the opera- 
tional stability of the multi-microgrid system. On the other hand, by connecting each 
sub-microgrid through the DC interface, it reduces the coupling effect between sub- 
microgrids, improves the scalability and stability of the multi-microgrid system, and 
fully utilizes the compatibility and control ability of the DC unit to expand the control 
dimension, thereby improving the flexibility and coordination of multi-microgrid 
operation. 

The simulation results of the flexible interconnection multi-microgrid in port show 
that the proposed flexible interconnection scheme and control methods meet the oper- 
ational requirements in different scenarios and have good operational performance. 
The hybrid public connection unit is suitable for connecting multi-microgrid groups 
containing high-penetration distributed power sources and requiring high operational 
flexibility, and the flexible interconnection multi-microgrid formed by it is a feasible 
way to scale up the consumption of distributed new energy. With the continuous 
development of the application technology of voltage source converters in distribu- 
tion networks, the application of flexible interconnection multi-microgrids not only 
improves the stability, flexibility, and reliability of the system but also optimizes the 
technical and economic performance of the system. It is a supplement and extension 
to the application research of existing multi-terminal DC technology in distribution 
networks. 
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Chapter 5 A) 
Smooth Control Strategy for Port-Ship PAE 
Islanding/Grid-Connected Mode 

Switching 


5.1 Introduction 


As an important distribution center for ship berthing, the smooth access of ships to 
shore power (cold ironing) affects the stable operation of the port microgrid. Ship 
shore power technology uses shore power instead of ship auxiliary machinery to 
provide all the electricity needed during the ship’s stay in the port, thereby controlling 
air pollution in the port area [1, 2]. The ship shore power integrated power supply 
system operates in an asynchronous interconnection manner with multiple terminal 
power sources. Therefore, the grid connection process between the ship’s power grid 
and shore power could bring significant power fluctuations, which may affect the 
normal operation of electrical equipment on both sides of the ship and even damage 
the equipment, leading to grid connection failure, posing great challenges to the safe, 
reliable, and economical operation of the port microgrid [3—6]. 

The flexible interconnection of the port microgrid and ship microgrid, using flex- 
ible multi-state switches (FMS), provides a new approach for safe, reliable, and fast 
grid connection and disconnection of ships. On one hand, the port microgrid itself, 
using flexible control technology, can optimize the distribution and balance of energy 
to a certain extent, enabling bidirectional power flow with the ship microgrid [7]. On 
the other hand, the FMS, as a fully controllable device with a back-to-back structure, 
can achieve real-time regulation of the voltage phase angle for grid connection and 
disconnection, enhancing the operability of ship access. Additionally, the application 
of FMS improves the charging and discharging capabilities and power balance of 
the port-ship interconnected microgrid, further enhancing the coordination and inter- 
action between ships and the port microgrid, enabling reliable access for different 
types of ships, especially electric ships. This technology has already been applied in 
coastal ports in the East China Sea. 
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The coordinated control of FMS is crucial for improving the operational perfor- 
mance of the port microgrid. During transient fluctuations or shocks [8], it is neces- 
sary to explore the coordinated control between FMS and the port-ship intercon- 
nected microgrid to ensure smooth switching and continuous stable operation of 
ship access to shore power. FMS is an important link for ship access to shore power 
and power exchange [9-13], and the transient process is influenced by both. When 
the ship microgrid and the port microgrid are interconnected, the operating mode of 
FMS needs to be urgently switched. Considering the transient impact of the connec- 
tion time on the system, FMS should switch from P-Q control to U,--f control in 
the shortest possible time, providing stable and continuous voltage and frequency 
support for the ship microgrid to achieve load transfer [14]. 

The detection and communication delays are involved in the emergency mode 
switching process, which affects the frequency, voltage stability, and FMS control 
switching [15-17]. During the delay, FMS remains in the P-Q mode. If there is an 
imbalance between the power supply and load, it can cause significant changes in 
frequency and voltage [15]. Due to the impact of the switching delay, the reference 
phase of FMS control switching may experience sudden changes, causing significant 
frequency shocks. Additionally, the output signal of FMS control undergoes sudden 
changes before and after the delay, causing significant voltage shocks. The afore- 
mentioned switching fluctuations and shocks can lead to the failure of ship access to 
shore power and, in severe cases, even system instability. Therefore, smooth control 
of the mode switching process becomes a key technical challenge for the flexible 
interconnection of the port microgrid and ship microgrid. 

Traditional islanding/grid-connected mode switching has been extensively studied 
[18-21]. The most commonly used switching method is parallel computation of 
output signals and direct switching using P-Q control and U,,-f control methods 
[22]. However, switching delays can cause abrupt changes in the output signal. 
Estimating and setting the initial values of control after switching in advance [23] 
ignores the impact of load fluctuations on the initial values. As the penetration rate 
of distributed generation (DG) increases, the deviation of the initial values will be 
larger. Therefore, the above method is more suitable for scenarios where the source- 
load power is relatively stable. Phase-locked loop control [24], initial phase angle 
[25], and pre-synchronization control [26] can reduce the impact caused by FMS 
mode switching, but due to the limitations of controller response speed, there are 
still deviations in actual scenarios. Existing inverter control methods mostly solve 
the problem of output signal mutation, but it is difficult to simultaneously consider 
the voltage and frequency fluctuations and impacts caused by source-load imbalance 
during islanding/grid-connected mode switching. 

In order to address the issues of switching delay, initial phase angle, and the impact 
caused by control mode switching in FMS, this chapter proposes a smooth control 
strategy for port-ship islanding/grid-connected mode switching. The frequency and 
voltage variations in the microgrid during the switching delay are analyzed, and 
an adaptive droop coefficient control method is proposed to prevent frequency and 
voltage violations. A smooth switching method, which includes coordinated phase 
compensation, coordinated control switching, and pre-synchronization, is proposed 
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to mitigate the instantaneous impact during the switching process. A port-ship 
islanding/grid-connected simulation model is established based on PSCAD/EMTDC 
to validate the effectiveness of the proposed strategy. 


5.2 Flexible Interconnected Port-Ship Microgrid 
and Operation Mode Based on FMS 


5.2.1 Flexible Interconnected Port-Ship Microgrid Based 
on FMS 


The flexible interconnected microgrid based on FMS combines the control advan- 
tages of FMS and microgrid, greatly improving the cluster access of DG, the scale 
consumption capacity, and the steady-state operation efficiency of the new distri- 
bution network. As shown in Fig. 5.1, the flexible interconnected microgrid based 
on FMS consists of back-to-back converters, with MMC1 and MMC2 representing 
the two-side converters of FMS, CO representing the common DC capacitor, AC1 
and AC2 representing the power supply of the two ends of FMS, K representing the 
circuit breaker switch, solid lines representing power flow, and dotted lines repre- 
senting information communication. As shown in Fig. 5. la, the normal flexible “soft 
connection” between the distribution network feeders is realized to achieve micro- 
grid interconnection and grid connection. The intelligent distribution system sets 
the power reference value according to the feeder current distribution and power 
quality, and the system operates normally. K1 and K2 are closed, and power exchange 
between the microgrids on both sides of FMS can be realized. As shown in Fig. 5.1b, 
if the upper-level power grid on one side of FMS is abnormal or power failure occurs 
due to a fault, the intelligent distribution system sends a switching command to 
FMS. Taking MMC! side as an example, K1 is opened, and FMS switches to Uac-f 
control mode to provide voltage and frequency support to the microgrid at PCC1, 
realizing uninterrupted power supply and safe and stable operation of distributed 
power sources. 


5.2.2 Operation Modes of the Flexible Interconnected 
Port-Ship Microgrid 


The two operating modes of the classified microgrid are shown in Table 5.1. In the 
power regulation mode, FMS adopts the P-Q control mode, and outputs active power 
and reactive power according to the reference command of the intelligent distribution 
system. The ESS can use droop control to adjust the microgrid frequency and voltage 
in real-time. In the emergency control mode, FMS adopts the Uac-f control mode 
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Fig. 5.1 Interconnected microgrids via FMS 


to keep the microgrid voltage and frequency unchanged. The ESS still uses droop 
control to mitigate the impact during the switching process. 


5.2.3 Emergency Switching of Flexible Interconnected 
Ship-Port Microgrid 


As shown in Fig. 5.2, when a fault occurs, the microgrid mode is switched from power 
regulation mode to emergency control mode. However, switching delay occurs due to 
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Table 5.1 Operating modes of interconnected microgrids via FMS 


Method Control object | Control mode | Scenarios Control purpose 
Power regulation | FMS P-Q Interconnection and | Control the output 
Interconnection and | power of FMS 
ESS Droop grid-connection Real-time control of 
microgrid voltage 
frequency 
Emergency control | FMS Vac-f Abnormal or fault | Keep the microgrid 
power loss voltage/frequency 
constant 
ESS Droop Smooth the impact 
of the switching 
process 


factors such as detection, research and judgment delay and communication delay. In 
this delay stage, the voltage of PCC node loses power grid voltage clamping. When the 
microgrid source and load imbalance is large, it is easy to cause voltage and frequency 
exceeding limits, threatening the safe and stable operation of the microgrid. This 
process is a transition state. The ESS still uses droop control to effectively mitigate 
the voltage and frequency fluctuations within the FMS switching delay. When the 
fault is recovered, the microgrid mode is switched from the emergency control mode 
to the power regulation mode. Due to frequency fluctuation during the switching 
process, there is a phase difference between the power supply phase angle of the 
grid and the microgrid PCC phase angle, causing a momentary impact during grid 
connection. 

In addition to the voltage and frequency fluctuations within the switching delay, 
there will also be significant impacts during the emergency mode switching. Firstly, 
because the Ua-f control mode cannot lock the phase of the grid power source, 
an initial reference phase needs to be set. Due to the switching delay and changes 
in network topology, the reference phase setting may experience a sudden change 
during the switching process, causing significant frequency impact. Secondly, the 
sudden change in control mode will cause transient adjustment of the converter 
control switching process, further causing a sudden change in the PWM output signal 
during the switching moment, causing significant voltage impact. The switching 
impact described above will cause significant voltage and frequency fluctuations at 
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Fig. 5.2 Emergency switching process of interconnected ship-port microgrids 
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the PCC of the microgrid connected to FMS. How to effectively mitigate the above 
fluctuations and impacts is the key to achieving smooth switching. 


5.3 Emergency Mode Switching Control Strategy 
for Interconnected Port-Ship Microgrid 


5.3.1 Mode Emergency Switching 


A control strategy for smoothing mode switching was proposed to minimize fluctu- 
ations and mitigate the impact of emergency mode transitions. Figure 5.3 illustrates 
the stage of emergency mode switching. During normal operation, the flexible inter- 
connected microgrid operates in power regulation mode. MMC1 in the FMS utilizes 
the P-Q control mode to facilitate accurate power exchange among microgrids, while 
MMC2 adopts the Uac- control mode to maintain voltage stability of the DC bus 
and ensure power balance throughout the entire system. The ESS is controlled using 
droop control. In the event of a fault, the FMS receives an instruction for emergency 
mode switching from the intelligent power distribution system, which is subject to a 
time delay (t2—t3). The FMS changes its mode switching control mode at the moment 
of switching (f3). As depicted in Fig. 5.4, the FMS transitions from the P-Q control 
mode to the U,--f control mode, while the ESS collaboratively handles voltage and 
frequency fluctuations in the microgrid. Once the fault is resolved (t4), the FMS 
receives a pre-synchronization instruction, which primarily considers phase angle 
changes and utilizes pre-synchronization to approximate the phase angle of the grid. 
After achieving the grid-connection condition, the FMS switches the control mode 
at t5. 


5.3.1.1 Mode Control Strategy for Emergency Switching 
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Fig. 5.3 Process of emergency switching of the interconnected port microgrids via FMS 
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Fig. 5.4 Operation mode switching of FMS 


The ESS employs droop control to mitigate frequency and voltage fluctuations in the 
power grid, as described by control equation (5.1): 


i (5.1) 


where Pgss and Qgss are ESS output active power and reactive power respectively, 
Po and Qo are ESS active power and reactive power ratings respectively, U pcc and 
Jpcc are voltage and frequency of PCC respectively, Uo and fo are rated voltage and 
frequency respectively, m and n are droop coefficient. 

As shown in Fig. 5.5, during normal system operation, K; is closed, and the system 
operates in power regulation mode, where the grid power stabilizes the voltage and 
frequency of the system. FMS and DG operate in a P-Q control mode, effectively 
acting as a current source characteristic power supply. The ESS utilizes droop control 
to regulate the voltage and frequency of the system, effectively acting as a controlled 
voltage source characteristic power supply. The AC load is equivalently represented 
as a constant impedance load. Based on the power flow relationship at the point of 
common coupling (PCC), we can derive the following equation: 


m 


U2, 
Pioaa = Prus + Pog + Pess + Ps = = 


1 3 (5.2) 
Qioaa = Qrus + Qna + Vess + Qs = (str = Dif) Uh, 


where Ppms and Qpos respectively represent the active and reactive power output 
of FMS, Pioaa and Qioaa respectively represent active and reactive load, Ppg and 
Qpg respectively represent the active and reactive power output of DG, P, and Qs 
represent the active and reactive power of the grid. R, L and C are load equivalent 
inductance, resistance and capacitance, respectively. 
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As shown in Fig. 5.6, within the switching delay, Kı is opened, and the system 
enters a transitional state. Under P-Q control, DG and FMS still act as current source 
characteristic power supplies. The load power varies with PCC voltage and system 
frequency. Similarly, we can obtain the following relationship: 


U2. 
/ f pee 
Pioaa = Prus + Ppa + Prss = R 


= _ I j 
Qioad => Orms + Onc + O'nss = (= — 2r TOUS 


(5.3) 


where, Paa and Qisag are active load and reactive load after fault, Pigg and Qhcg 
are active load and reactive load after fault, fiec and U;,, are PCC frequency and 
voltage after fault respectively. 

In combination with (5.2) and (5.3), we can obtain: 
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From Eq. (5.4), we can determine the voltage and frequency fluctuations within 
the switching delay of the microgrid and their relationship to the power loss when 
the feeder line loses grid power after a fault. Grid-connected inverters should possess 
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Fig. 5.5 Equivalent circuit of microgrid under power regulation mode 


PCC Kı 
+ ~ 


PrmstjOrms [Piss + jOkss PoctiQnc P'a tjO | 


Lf 
~ 
? PO ot all 3 


Fig. 5.6 Equivalent circuit of port microgrid under transition state 


5.3 Emergency Mode Switching Control Strategy for Interconnected ... 119 


anti-islanding functionality, which means that the voltage and frequency variations 
during the switching delay must stay outside the triggering range of the anti-islanding 
device. Under the assumption that the communication system is not faulty, this delay 
is generally kept below 2 s. Setting voltage and frequency operating range parameters 
can be done based on other standards to ensure that distributed energy sources remain 
connected during the microgrid’s emergency mode switching process: 


/ 
aU pce < U pct < bU pce 


5.5 

foe +e < foo < fpc +d (5.5) 

where a, b, c, d are constants, a < 1, b >1,c<0,d >Q. 

By solving Eqs. (5.4) and (5.5) simultaneously, we obtain the range of droop 
coefficients that ensures the anti-islanding device does not malfunction: 
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Microgrid voltage frequency is rated value during normal operation, Upec = Uo, 
f pec = fo. 

When a fault occurs, the grid power abruptly drops to zero. In order to quickly 
compensate for the power imbalance and accelerate the response speed, a smaller 
value for the droop coefficient should be chosen. This corresponds to selecting the 
minimum value boundary in Eq. (5.6). However, considering that the boundary values 
of the droop coefficient may affect the reliability of the switching process, a margin 
factor A is introduced to enhance its reliability, namely: 
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(2) Collaborative smooth switching method 


1. Collaborative phase angle compensation 


At time t3, FMS’s MMC? continues to utilize Ug.-Q control, while MMC1 switches 
to Ua-f control. Since both FMS modeling and control are implemented in the dq 
coordinate system, and the abc/dq and dq/abc transformations require a reference 
phase, the absence of grid power after the PCC switch opens prevents obtaining 
synchronized phase information through a PLL. Therefore, itis necessary to manually 
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provide the reference phase for the controller. During grid-connected operation, the 
phase of MMC1 is dependent on the grid phase. Considering the phase angle variation 
during the switching delay, a direct switch may cause significant impacts. Hence, 
compensation for the phase angle difference is required. In other words: 


v= 27 fot + Oo (5.8) 


where 0’ sets phase angle for U,.-f control; 69 is the phase angle at the control 
switching moment. 

The ESS collaborates with FMS for phase angle compensation. When a deviation 
occurs between the manually set reference phase angle and the actual phase angle, 
it results in a sudden change in microgrid frequency. The ESS quickly responds 
by generating or absorbing active power to restore the frequency, thereby reducing 
momentary impacts. This is expressed in Eq. (5.9). 


dA _ 1 = 
| “dt T 2m ( Fee ~ fe) = 27 A force (5.9) 
A fpce = —mA Pgss 


2. Collaborative control switching 


Prior to the mode switching, the current loop’s PI controller has reached a steady 
state, and the output signal is at a steady value. However, after the switching, the 
current PI controller needs to gradually adjust from a zero state to reach a steady 
state. This adjustment process takes a certain amount of time, resulting in a control 
switching impact. To accelerate the FMS control switching and adjustment speed, 
the steady-state operating point (5.10) is calculated using the steady-state inverse 
model. Based on the imbalance between source and load in the disrupted feeder line, 
the required power AP and AQ for FMS are determined. Combining this with the 
voltage reference value, the operating point is computed to provide command values 
for the current inner loop, thereby reducing the adjustment time. 


a UZAP+U*AQ 

= 37 oyu 
nE 2 UZAP-UfAQ (5.10) 
473 Up +U? 


The control switching between the ESS and FMS results in a switching impact 
AU due to the sudden change in the control output signal. This can cause a voltage 
variation AUpcc in the microgrid. To mitigate this, the ESS quickly responds by 
generating or absorbing reactive power AQ,,, to restore the voltage, thereby reducing 
momentary impacts. This relationship is illustrated in Eq. (5.11). 

ee AU + (iz — i)[Rr + j(Lr + #)] (6.11) 
AU pec = —nA QEss 
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where i; is the output current of the converter before switching, i2 is the output 
current of the converter after switching, Lo is the inductance of the bridge arm, and 
Ry and Ly are the equivalent inductance and resistance of the connecting line and 
transformer respectively. 


3. Pre-synchronization 


When the grid needs to be restored after a disruption, there is a phase difference 
between the grid power phase angle and the faulted feeder line phase angle due to 
frequency fluctuations during the control process. To avoid the instantaneous impact 
caused by the phase difference during grid connection, a phase pre-synchronization 
strategy is employed to gradually align the feeder line phase angle with the grid 
phase angle. Once the phase angle difference falls within the allowable range for grid 
connection, the system resumes grid operation. The phase angle control equation is 
as follows: 


6’ = mod (f (27 flee + kp (4 — 01) + ki f (0z — )dt) dt, 277) (5.12) 


where 0, is the phase angle of power supply in the grid, @; is the phase angle of 
planned grid connection, and mod is the complementary function. 


5.3.2 Flow of Smooth Control for Emergency Switching 
of Operation Modes 


The flowchart in Fig. 5.7 illustrates the process of smooth control for mode emer- 
gency switching. In the absence of faults, the real-time monitoring of grid power 
transmission is conducted based on the current operational state. The droop coeffi- 
cient is adaptively adjusted according to Eq. (5.7). When a fault occurs, FMS receives 
a mode emergency switching signal from the intelligent power distribution system 
and switches to U,.-f control mode. ESS collaborates to mitigate the switching 
impact. After the fault is resolved, FMS receives a pre-synchronization signal to 
adjust the phase angle. Once the grid connection conditions are met, the switches are 
closed, and FMS switches to P-Q control mode. 


5.4 Simulations 


The operational scenario of the flexible inter-connected microgrid, as shown in 
Fig. 5.1, was constructed in PSCAD/EMTDC. The simulation was set up as follows: 
the system operates normally from 0 to 1.8 s, at 1.8 s, a fault occurs in the 10 kV feeder 
line, and at 2 s, the grid PCC switch opens, triggering the control mode switching 
by FMS after the switching delay. At 5 s, the system resumes grid operation. The 
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Table 5.2 Parameters of System parameter Value 
examples and test 
PCC nominal voltage Ug (kV) 10 
Equivalent inductance of AC side Lr (p.u.) 0.018 
Equivalent resistance of AC side Rr (p.u.) 0.006 
Bridge arm inductance Lo (p.u.) 0.0025 
FMS nominal Capacity S (MVA) 2 
DC side voltage Uac (kV) 20 
PCC nominal frequency fo (Hz) 50 


source-load ratio is defined as the ratio of the active power between the DG and 
the load. Taking the parameters of a university energy network as an example, the 
specific parameters are listed in Table 5.2. 

According to Fig. 5.7, considering a safety margin factor } = 1.1 and referring to 
IEEE Std. 2000.929 [27] Sect. 5.3, which specifies the operating frequency range of 
the distributed power system as 59.3—60.5 Hz, the following parameters are designed: 
c = —0.7 Hz and d = 0.5 Hz. Referring to the voltage disturbance requirements in 
Sect. 5.1.1 of IEEE Std. 2000.929, the PCC operating voltage can range from 88 to 
137%. Based on this, the parameters a = 0.88 and b = 1.37 are selected. The active 
power droop coefficient for ESS is calculated as 0.82 Hz/MW, and the reactive 
power droop coefficient is 6.3 kV/MVar. In the power regulation mode, the FMS 
output power is set to 0.05 MW for active power and 0 MVar for reactive power. 
Different scenarios with varying switching delays and source-load ratios are shown in 
Table 5.3. Simulation results are obtained to compare the switching effects between 
the proposed mode switching smoothing control strategy and the hard switching of 
the microgrid mode without smoothing control. 


(1) Scenario 1 


As shown in Fig. 5.8, at 1.8 s, a fault occurs, resulting in a rapid voltage drop in the 
microgrid. The FMS power transmission becomes unstable. At 2 s, the PCC switch 
opens, and the microgrid enters a transitional state. Within a delay of 0.2 s, due to 
the source being smaller than the load, the voltage and frequency of the microgrid 
continue to decrease, while the FMS power transmission remains at its initial value. 
At 2.2 s, the microgrid enters an emergency power supply mode, with the voltage 
and frequency reaching their lowest points. The FMS provides voltage and frequency 
support to the microgrid, gradually restoring the voltage and frequency. The FMS 


Table 5.3 Simulation scenarios 


Scenarios | Switching delay (s) | Source-load ratio | DG power (MW) | Load power (MW) 
1 0.2 0.5 0.3 0.6 

2 0.2 2 0.3 0.15 

3 0.5 2 0.3 0.15 
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output power compensates for the difference between the source and the load, which 
is 0.3 MW. By employing the strategy proposed in this chapter, during the transitional 
state of the microgrid, the ESS compensates for the shortfall in active power, resulting 
in a rapid recovery of the dropped voltage and a significant reduction in frequency 
fluctuations. The voltage and frequency experience only slight impacts during the 
switching moment, far smaller than the impacts caused by hard switching of the 
microgrid mode. 


(2) Scenario 2 


As shown in Fig. 5.9, by varying the source-to-load ratio, the microgrid enters a 
transitional state where, within a delay of 0.2 s, the source is greater than the load, 
resulting in a continuous increase in the voltage and frequency of the microgrid. At 
2.2 s, the microgrid enters an emergency power supply mode, with the FMS providing 
voltage and frequency support to the microgrid. The voltage and frequency gradually 
recover, and the FMS absorbs power equal to the difference between the source and 
the load, which is 0.15 MW. By employing the strategy proposed in this chapter, 
during the transitional state of the microgrid, the ESS absorbs excess active power, 
resulting in a rapid recovery of the increased voltage and a significant reduction in 
frequency fluctuations. The voltage and frequency experience only slight impacts 
during the switching moment, far smaller than the impacts caused by hard switching 
of the microgrid mode. 


(3) Scenario 3 


As shown in Fig. 5.10, by varying the magnitude of the switching delay, the microgrid 
enters a transitional state where, within a delay of 0.5 s, the source is greater than the 
load, resulting in a continuous increase in the voltage and frequency of the microgrid. 
The longer the delay, the more severe the voltage and frequency instability. At 2.5 s, 
the microgrid enters an emergency power supply mode, with the FMS providing 
voltage and frequency support to the microgrid. The voltage and frequency gradually 
recover, and the FMS absorbs power equal to the difference between the source and 
the load, which is 0.15 MW. By employing the strategy proposed in this chapter, 
during the transitional state of the microgrid, the ESS absorbs excess active power, 
resulting in a rapid recovery of the increased voltage and a significant reduction in 
frequency fluctuations. The voltage and frequency experience only slight impacts 
during the switching moment, far smaller than the impacts caused by hard switching 
of the microgrid mode. 

To quantify the comparative effects between the proposed strategy and hard 
switching of the microgrid mode, the maximum voltage and frequency deviations 
of the microgrid are considered, along with the system recovery time as the perfor- 
mance metric. The system recovery time is defined as the maximum value between 
the voltage recovery time and the frequency recovery time. The former is calculated 
based on the time it takes for the voltage to recover to within 90-110% of the rated 
voltage, while the latter is calculated based on the time it takes for the frequency to 
recover to within 99-101% of the rated frequency. Refer to Table 5.4 for detailed 
results. 
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Fig. 5.8 Switching process of scenario 1 


126 


5 Smooth Control Strategy for Port-Ship Islanding/Grid-Connected Mode ... 
14 | F 
The PCC switch 54} The PCC switch is 
Oy is turned off \ > turned off 
> 12 N FMS | N i wis 
ca eX switches & 52+ Fault 1 \ Rem 
5 4 | z SI * 
S 10 + S. a 
E- 3 50 1 LAs 
$ I F3 i T A 
i E Š i — = 
8 . Hard 48} i i ad 
1 rs switching L L L 1 switching J 
15 18 2 22 25 3 3.5 is t 2 22 25 3 3.5 
t(s) t(s) 
(a) PCC Voltage (b) PCC Frequency 


1 


= The PCC switch is 

2 turned off 

A ço —_ 

3 ' 

gS i 

8 5a ] 

Be 1 FMS 

ge. Sine 
3L L à s A switching 
16 18 2 22 24 26 28 3 


t(s) 
(c) FMS Transmission power 


Fig. 5.9 Switching process of scenario 2 


60 ~- 
JA 
14 F the PCC switeh is N = The PCC switch is : 
S tmedo y \ Z turned off i 
2. an ' FMS = 35 i FMS 
D , i > switches z Failt I switches 
2 i <i s l 
£ a = A l 
© 10 t S so 
> $ E3 T 
| Seep i i Smooth 
; i ir switching 
s \ ' tise a i Hard 
L + switching 45 L switching 
15 18 2 2.5 3 3.5 : ig 2 3'5 3 35 
t(s) 


t(s) 


(a)PCC Voltage (b)PCC Frequency 


The PCC switch is 


Fault 


g turned off 

ag? 

5S 

5 

g 

Fa = 

E z - switches 

na wee, 

2 2f | Smooth 
= i 1 | switching 

2 2.5 3 3.5 


t(s) 
(c) FMS Transmission power 


Fig. 5.10 Switching process of scenario 3 


Comparing the three scenarios mentioned above, the microgrid mode switching 
process is influenced by the switching delay and the source-load ratio. Longer 
switching delays and higher source-load ratios result in larger voltage and frequency 
deviations, as well as longer recovery times. Hard switching of the mode cannot 
meet the requirements for safe and stable operation of the microgrid. However, by 
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Table 5.4 Comparison of strategies 


Scenarios | Strategies Maximum voltage | Maximum System recovery 
offset (kV) frequency offset | time (s) 
(Hz) 

1 Hard switching 2.04 3.21 0.42 

Smooth switching | 0.32 0.33 0.06 
2 Hard switching 2.92 4.27 0.43 

Smooth switching | 0.04 0.22 0.05 
3 Hard switching 4.01 9.49 0.81 

Smooth switching | 0.05 0.23 0.08 


adopting the proposed smooth switching strategy, significant reductions in frequency 
and voltage fluctuations during the mode transition process can be achieved. More- 
over, the recovery time for both frequency and voltage is substantially shortened. This 
enables smooth mode switching of the microgrid in different scenarios, providing 
support for the safe and stable operation of distributed generation (DG) in large-scale 
integration and cluster consumption. 

To further validate the correctness of the theoretical analysis and simulation 
results, a flexible interconnected microgrid model was constructed on the experi- 
mental platform of the RT-LAB hardware-in-the-loop testbed, as shown in Fig. 5.11. 
The experimental platform consisted of a computer, RT-LAB OP7000 hardware 
simulation platform, Tektronix MSO44 oscilloscope, an FPGA development board 
(XILINX FPGA ZYNQ7020) as the controller, and an AN706 module with a 
maximum sampling frequency of 200 K as the controller sampling module. The 
experimental parameters are listed in Table 5.2. Scenario 1 was selected for the 
experiment, where a fault occurred at 1.8 s, the PCC switch opened at 2 s, and FMS 
mode switching took place at 2.2 s with a 0.2 s delay. The experimental results are 
shown in Fig. 5.12. 

As shown in Fig. 5.12, through the comparison of microgrid frequency, voltage, 
and FMS transmission power during smooth switching and hard switching, the 
proposed strategy effectively raises the microgrid voltage and maintains the micro- 
grid frequency within the 2-2.2 s switching delay. In contrast, hard switching exac- 
erbates the loss of control over voltage and frequency within the switching delay. 
At 2.2 s, hard switching results in the lowest voltage and frequency, while under the 
proposed strategy, the microgrid voltage quickly recovers, and the frequency remains 
within the operating range. After 2.2 s, the FMS transmission power smoothly 
increases, compensating for the imbalanced source-load situation, and the switching 
current increases. The switching process and simulation results based on the RT- 
LAB platform for Scenario 1 are consistent, further validating the effectiveness of 
the proposed strategy. 


128 5 Smooth Control Strategy for Port-Ship Islanding/Grid-Connected Mode ... 


AO, DI pallet 


FPGA Controller 


' x 
— Smooth switching 
Hard switching 


Fault The PCC switch FMS switching 


is turned off F; id 
i \ "a a 9 
| i a 
E ff J 
fo 6g | { 
5 
1.8 2 22 24 2.6 2.8 3 32 
—— Sass 
(a) PCC Voltage 
i ~ 
Fault EMS 
A switching al 
\ ~> 
E. 
| The PCC switch, R Smooth 
Í is turned off i switching -è 
Hard 4 


switching , J 


(c) FMS Transmission power 


| T el =o 
(b) PCC Frequency 


The PCC switch Smooth 
FMS switching 
switching Hard 


Fault is turned off 


switching 5 


FMS 0.06 
switching 
H 009 
2 2 Š 
x < i inal e 


(d) FMS switching current 


Fig. 5.12 Switching process of scenario 1 on RTLAB platform 


References 129 


5.5 Conclusion 


Flexible interconnected microgrids are a key approach to improving the operational 
efficiency and distributed energy integration capability of the port microgrid. An 
emergency smooth control strategy for flexible interconnected microgrid modes 
is proposed in this chapter, which includes a microgrid energy storage adaptive 
droop coefficient control method and a coordinated phase angle compensation- 
coordinated control switch-pre-synchronization smooth transition method. These 
methods address the significant voltage and frequency fluctuations and disturbances 
in [microgrids caused by switching delays, phase shifts, and abrupt changes in control 
modes. The main conclusions are as follows: 


(1) The microgrid energy storage adaptive droop control can quickly suppress 
imbalanced power within the switching delay, preventing voltage and frequency 
violations. Coordinated phase angle compensation is used to prevent frequency 
shocks caused by instantaneous phase angle variations during switching. Coor- 
dinated control switching is employed to mitigate voltage shocks caused by 
sudden changes in output signals, thereby reducing the regulation time. 

(2) The process of microgrid mode switching is influenced by the switching delay 
and the ratio of source to load. The longer the switching delay and the larger the 
source-to-load ratio, the greater the voltage and frequency deviations. Compared 
to the hard switching process of microgrid modes, the proposed strategy signif- 
icantly reduces the frequency and voltage deviations during the switching 
process, thereby shortening the recovery time. 

(3) The flexible interconnected microgrid structure and operational modes enable 
the coordination and complementarity of the FMS (Flexible Manufacturing 
System) and microgrid control capabilities. The adoption of the proposed 
strategy allows for a smooth transition between microgrid modes, which is 
advantageous for the safe and stable operation of Distributed Generation (DG) 
with large-scale integration and cluster-based consumption. It holds significant 
importance in enhancing the continuous and stable operational capabilities of 
the power distribution grid based on flexible interconnected technologies. 
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Chapter 6 R) 
Voltage Optimization Method for Port cicit; 
Power Supply Networks 


6.1 Introduction 


Increasing penetration of renewable energy and electrification of logistics transport in 
port can reduce carbon emissions in integrated port power supply networks (IPPSNs) 
but exacerbating overvoltage issues [1-3]. A sharp fluctuation of feeder power and 
severe voltage violation frequently happens due to the constantly changing distributed 
power supply and the random access of electric vehicle charging [4]. The overvoltage 
problems of IPPSNs are more serious when extreme weather events or faults happen 
[5, 6]. To enhance the voltage stability of IPPSNs and ensure power supply to critical 
loads, it is of great significance to optimize the voltage of IPPSNs. 

Port distribution networks could regulate conventional primary devices such as 
capacitor banks (CBs), series voltage regulators (SVRs), and on-load tap changers 
(OLTCs) to reduce voltage violation. It is difficult for conventional regulation 
methods to cope with rapid power flow changes in IPPSNs due to the slow response 
and discrete output [7, 8]. Most researches focus on managing the distributed gener- 
ations or electric vehicles to make full use of their high controllability. Bai [9] and 
John [10] introduced a voltage regulation method to keep the nodal voltages within 
the limit with the controlled DG power curtailment. Ma [11] developed a decentral- 
ized voltage regulation method by adjusting the active and reactive power of each 
photovoltaic plant. Gusrialdi [12] and Hou [13] proposed scheduling algorithm to 
coordinate the charging behavior of electric vehicles and improve the utilization of 
charging resources on highways. However, the above studies are limited in that they 
do not modify the power flow distribution throughout the IPPSNs. 

Soft open points (SOPs) are power electronic devices that interconnect two feeders 
as a replacement for normally-open points and can realize the flexible connection 
between feeders. Recently, SOPs are widely used in active distribution networks to 
optimize the power flow [14]. The voltage profiles of IPPSNs can be significantly 
improved using the voltage control strategy of SOPs. Ji [15] and I. Sarantakos [16] 
have studied the capacity support and optimization method of SOPs to improve 
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the robustness and reliability of the distribution network. Literature [17] proposes 
a two-layer control strategy for SOPs in low-voltage distribution networks consid- 
ering both the system layer and the equipment layer. According to the time scale, 
voltage optimization approaches for SOPs involvement in distribution networks are 
separated into long-time optimization methods and real-time optimization methods. 
The long-time optimization approach usually utilizes global system information for 
modeling and calculation. Literature [18] applies semidefinite programming (SDP) 
relaxation to the optimization model to realize rapid three-phase imbalance mitigation 
in distribution systems. The long-time optimization result is close to the theoretical 
global optimum but the optimization interval is too long to accommodate the frequent 
voltage fluctuations. Real-time optimization methods can regulate the power trans- 
mission of SOPs within a short time scale. Literature [19] proposes a coordinated 
scheduling method including fast-timescale scheduling which optimally coordinates 
the active and reactive power of SOPs. The real-time control for SOPs is usually 
implemented based on local information such as the bus voltage at each port of 
SOPs. Literature [20] and [21] use droop control methods to realize real-time local 
control of SOPs. 

Model predictive control (MPC) based on rolling optimization can actively adjust 
the control strategy when voltage fluctuations occur to maintain the optimization 
effect [22]. Literature [23] proposes an MPC-based voltage control strategy for DGs 
that regularly tunes the parameter of local Q—V control curves to achieve better 
response to frequent voltage fluctuations. Literature [24] proposes a double-time- 
scale voltage control scheme using MPC to regulate the voltage profile across a 
network. MPC can effectively cope with the voltage violation problems in IPPSNs 
and improve real-time control performance. 

Combining port grid topology with long-term measurement data to obtain port 
grid voltage and line loss sensitivity, a model for predicting distribution network 
voltage and line loss is developed. A real-time optimal control model is proposed, 
which aims to minimize the voltage deviation as well as the power losses. The active 
and reactive power transmission of the SOPs is optimized by the MPC approach and 
the predictive model is corrected through timely feedback. 

The main contribution of this chapter is to propose an MPC-based real-time 
voltage optimization method for SOPs that does not rely on the global informa- 
tion of IPPSNs to reduce the impact of the distributed generation output uncertainty 
and load fluctuations on the node voltage. SOPs are optimally controlled considering 
both the voltage level and line loss, thus increasing operational efficiency during the 
normal situation and ensuring voltage levels under abnormal conditions. 
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6.2 Power Supply Networks with SOPs 


6.2.1 IPPSNs Structure 


IPPSNs provide electricity to the port logistics system and surrounding customers 
with a radial structure. In IPPSNs, more distributed generators (DGs) and charge 
stations for electric vehicles are installed to meet the demands of the economy and 
reduce carbon emissions. Meanwhile, increased energy storage and power electronics 
components have been introduced to the power supply networks in order to enable 
accurate voltage control. The grid topology of IPPSNs is usually operated in a radial 
configuration which is similar to that of the traditional distribution networks. Certain 
loads such as toll gates and charging infrastructures, are highly crucial and require 
superior power quality. The DGs are sometimes located far away from the heavy 
load, making it difficult for them to achieve a partial power balance between gener- 
ation and loads. This would cause more severe overvoltage issues in certain regions. 
Furthermore, the power quality of these substantial loads cannot be guaranteed under 
certain extreme situations, posing a threat to IPPSNs. 

The voltage violation at the end of the feeder tends to be severe considering the 
distance to the source node of IPPSNs. By integrating SOPs, the distribution network 
can transfer power between different feeders and realize fast and continuous power 
flow control to mitigate voltage deviation and reduce power losses of whole networks. 
The SOPs could be installed close to the important loads or DGs to achieve a better 
optimization effect. It can effectively balance out the power variations caused by 
renewable energy and lessen the effect on the distribution network’s voltage. A 
typical structure of IPPSNs with SOPs is shown in Fig. 6.1. 

IPPSNs can flexibly control various equipment to realize synergistic interaction 
between distributed power and dynamic loads. However, simply employing the global 
optimization strategy cannot be sufficient to prevent voltage violation due to the high 
uncertainty of distributed generators and electric vehicle charging. The localized real- 
time control method with SOPs is necessary to enhance the voltage opt imitation 
effect and ensure power quality. 


6.2.2 Structure and Operating Principle of the SOPs 


SOPs can regulate the power flow of connected feeders within a microsecond time 
scale. The typical structure of SOPs is shown in Fig. 6.2. 

By utilizing SOPs, IPPSNs are able to create a flexible connection between feeders 
with SOPs while the active and reactive power flow is fully controlled with fast 
adjustment capability. The transmission power of SOPs may be determined by the 
control center or computed utilizing local control techniques. 

Considering the operating principle of SOPs, the power transmission constraint 
for each port of SOPs can be expressed as: 
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The active and reactive power transmissions of SOPs can be controlled sepa- 
rately. To accomplish timely optimization for IPPSNs, a localized real-time control 
technique is proposed in this chapter. The performance of real-time control of SOPs 
is constrained by capacity limitations. By simultaneously adjusting the active and 
reactive power transmission of SOPs, the potential benefits of SOPs are further 
explored. 

The switching loss of SOPs cannot be ignored though the loss is small relative 
to the transmission power. Note that the SOPs are connected between node m and 
node n. For convenience, the active power transmission of SOPs could be marked 
as P = P,, = —P,, ignoring the transmit losses. The switching loss is related to the 
transmission capacity and can be written as Eq. (6.2). 


Pstoss = Kstoss(/P? ai Or. F yP? A 0?) (6.2) 
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6.3 The MPC-Based Voltage Optimization Method 


6.3.1 Voltage and Power Losses Model 


A sensitivity matrix is introduced to develop a prediction model for the distribution 

network’s voltage and power losses. A linear prediction model is developed for 

voltage and line loss changes arising from node power injection alterations. When 

the injected power of the distribution network line changes slightly, it will only affect 

the voltage distribution on this branch ignoring the higher-order error term [25, 26]. 
The power losses of the distribution network are shown in Eq. (6.3). 


Fass r (E) (6.3) 
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Using (6.3) and first-order Taylor expansion, we have the power loss variation 
shown as (6.4). 
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can be written as (6.5) and (6.6). 
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Assuming that the node voltage is the rated voltage Vo, , the node voltage variation 
can be written as (6.7). 


APD ap RAQ E jer X) 
Vo 


AV; = (6.7) 


The node voltage’s sensitivity to injected power changes can be determined using 
only the feeder voltage and the distribution network impedance. Sensitivity of node 
voltage to active power and reactive power can be written as (6.8) and (6.9). 
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The sensitivity matrix is dependent on the operational state of the distribution 
network, and changes are not discernible in the presence of local disturbances. The 
voltage and line loss prediction models are established as the foundation of real-time 
model prediction control, and the sensitivity matrix is calculated using the electrical 
quantities of the distribution network at a specific time section and does not require 
frequent updates. 

The control variables of the voltage and loss prediction model at time fp are 
denoted as (6.10). The prediction model of voltage and line loss can be written as 
(6.11) and (6.12). 


Au(to) = [AP (to), AQn(to), AOm(to)] (6.10) 
V (to + tlto) = Vito +t — 1\to) + “Ault +t- 1) (6.11) 
Pross(to + tlto) = Pioss(to + t — I]t) + Se Au(to +t — 1) (6.12) 


6.3.2 IPPSNs Voltage Optimization Model 


The proposed real-time voltage optimization method in this chapter is a local control 
method that only uses the information from the connected node of the SOPs. The 
real-time voltage control method proposed in this chapter is a local control method 
that is based on the operating state of the SOPs for rolling horizon optimization 
(Fig. 6.3). 

To assure the correctness of the prediction model, the optimization process 
predicts the changes in node voltage and network losses. The active and reactive 
power transmitted by the SOPs are controlled simultaneously and the prediction 
model is corrected via feedback correction. 

The voltage control method proposed in this chapter is a local control method, 
which is based on the real-time voltage of the nodes at both ends of the SOPs and 
the working state of the SOPs for rolling optimization. The real-time optimization 
objective function is shown as follows. 


N, 
min: f = J [A Copei + æ ACioss,] (6.13) 
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ð Pross ð Pioss ð Pioss 
A Cioss,t == Pi( oP, AP, JP, AP, F 30, AQm,t + 


2 BAOn) (6.15) 


6.3 The MPC-Based Voltage Optimization Method 139 


EONA, 


Voltage and loss 
prediction 

Establish through 

long-time scale 


optimization 
— 


Predictive model 


Feedbackļcorrection 


Interval t Interval t+1 
Modified prediction Determine | Execution Control order and t+] rae 
t model Control order modified prediction model 


Fig. 6.3 Real-time voltage optimization method in IPPSNs 


The line loss coefficient will be reduced when the voltage deviation Vy-, is larger 
by controlling the value of the line loss coefficient a. By adjusting the line loss 
coefficient value in the objective function, the optimal function is modified to ensure 
that the node voltages at both ends of the SOPs operate within the ideal range. 


a = ek Vaw (6.16) 


Using voltage restrictions as Eq. (6.17), the node voltage at both ends of the SOPs 
is constrained: 


v™n(k +i) < V(k+ilk) < V™™(k +i) (6.17) 


In order to guarantee that the optimization model has a solution, a voltage asymp- 
totic constraint is implemented when the voltage fluctuation is too large to be adjusted 
to the target range in a single interval. 


min ea N-i y7min 
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Considering the operating limit, the power transmission constraint for SOPs of 
each time step can be written as: 


AP; = A Pmax (6.19) 


AQ; < AQmax (6.20) 


To boost the predictive accuracy of the grid voltage and line loss prediction model, 
the real-time control must adjust the prediction model for the current round based on 
the previous round’s prediction control deviation. This is due to the ever-changing 
operational status of the distribution network. 

If the operation state of the distribution network is stable, the deviation caused 
by the change in the working state of other nodes of the distribution network is 
disregarded. And the network loss sensitivity is corrected according to the change in 
SOPs’ working state, as shown in Eqs. (6.21) and (6.22). 


2A Figs (r + 1) = Sie (ry) + SP Uy Re (6.21) 
AEE (fo + 1) = piee (to) + ADRs (6.22) 


In the actual control process, a feedback correction is introduced in the voltage 
prediction control while the actual voltage of the distribution network is used as the 
initial value for a new round of rolling optimal scheduling, constituting a closed- 
loop voltage control, and the prediction model is corrected according to the control 
deviation of the previous round to improve the prediction accuracy of the voltage 
prediction model, as shown in Eqs. (6.23) and (6.24). 


AVerr(to + 1) = V (to + 1) — V (to + 1lto) (6.23) 


V’ Cto + 1+ tlto + 1) = V (to + tlto + 1) + Ẹ& Au (to + t) + Po Ver (to + 1) 
(6.24) 


At this point, the proposed optimization method can be solved quickly by 
commercial software. 


6.4 Implementation of MPC-Based Voltage Optimization Method with SOPs 141 


6.4 Implementation of MPC-Based Voltage Optimization 
Method with SOPs 


To cope with the constantly changing distributed power supply and the random 
access of electric vehicle charging, a real-time voltage optimization control method 
employing MPC is proposed in this chapter. The flow chart of the MPC-based real- 
time voltage optimization method is shown in Fig. 6.4. 

The voltage and power losses sensitivity matrix are calculated and the prediction 
model is established using long-time information of IPPSNs. The initial value of 
the optimization model is set as the actual active and reactive power transmission of 


Establish node voltage and distribution 
network loss sensitivity matrix 


Rolling horizon 
optimization begins 


Using SOP actual active and 
reactive power transmission 
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Fig. 6.4 The flowchart of MPC-based voltage optimization method 


142 6 Voltage Optimization Method for Port Power Supply Networks 


the SOPs. The objective function aims to minimize the operating costs of SOPs and 
power losses of IPPSNs. In the phase of real-time voltage optimization, the active 
and reactive power transmission of the SOPs is continuously modified to meet the 
voltage limit. A sequence of control variables in the next Np intervals is solved and 
the first command of the control variable sequence is issued as the active and reactive 
power transmission command of the SOPs. 

The prediction model is corrected during the optimization process. The SOPs 
could measure the voltage from the connected node and the prediction error is consid- 
ered as the correction amount. Thus, the MPC-based voltage optimization method 
can perform better on voltage improvement and power loss reduction. 

The distribution network optimization level is evaluated by the network voltage 
deviation after completing the voltage optimization as shown in Eq. (6.25). 


N —_— 
Vaes = Ð |V; — 1| : (Ve = Vill Ve < Vine) (6.25) 
t=1 


6.5 Case Studies 


In this section, the case study of the proposed voltage optimization strategy is verified 
on a port power network in Zhejiang, China. The structure of the case is shown in 
Fig. 6.5. The simulation is performed in MATLAB software and the optimization 
solution is performed using YALMIP [27]. The numerical experiments were carried 
out on a computer with an Intel Core i5-13600 K running at 3.50 GHz and 32 GB of 
RAM. 

The port power supply network system is a typical IPPSN that has a large installed 
DG capacity and frequent low-voltage phenomena at the end nodes. The IPPSN 
system includes a substation and 34 branches, of which the rated voltage level is 
10 kV. The system contains 5 PV plants with 350 kVA capacity and 4 charging 
points with 200 kVA installed. An SOP with 500 kVA capacity is installed between 
nodes 14 and 35 to replace the existing switch. Several toll stations and other electrical 
loads are located separately in the network. 

The loss factor of SOPs is set to 0.02 [28]. The ideal voltage operating range is 
[0.98 p.u., 1.02 p.u.] and the safe voltage operating range is [0.90 p.u., 1.10 p.u.] 
[29]. Set each time interval ¢ to 30 s and the total number of time intervals in the 
solving horizon N, to 3 rounds. The sampling time interval of voltage measurement 
is set as 30 s. 
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6.5.1 Analysis of All-Day Operation Scenario 


Considering the fluctuating distributed power supply and random access of electric 
vehicles, a case of a typical day of IPPSN is studied in this section. Figure 6.6 shows 
the daily DG and load operation curves. 
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Fig. 6.6 Operation curves of DG and load 
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Figures 6.7 and 6.8 depict the voltage profiles of IPPSN before and after optimiza- 
tion, respectively. High-penetration PV units lead to frequent voltage fluctuations and 
voltage deviations. When the load reaches its peak, there is a considerable drop in 
network voltage. SOP could supply reactive power to support voltage and decrease 
the active power transmission when the node voltage is less than the lower limit. 
Noting that the PV power output peak coincides with the load power drop at 12:00 
a.m. and causes voltage rise in some areas, the optimization strategy could reduce 
the reactive power injected into the bus. The nodes connected to SOP could basi- 
cally remain at ideal voltage during the day while the proposed voltage optimization 
method is applied to the IPPSN. 
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Fig. 6.8 Voltage profiles of all nodes after optimization 
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Fig. 6.9 Maximum and minimum system voltages 


Table 6.1 Optimization results before and after optimization 


Optimization | Network voltage | Network power | Minimum voltage | Maximum voltage 
method deviation (p.u) losses/(kW h) of system (p.u.) of system (p.u.) 
Before 12.30 1230.0 0.9421 1.0151 
optimization 

After 7.511 1179.6 0.9665 1.0151 
optimization 


Figure 6.9 shows the maximum and minimum system voltages before and after 
optimization. By voltage optimization, the proposed MPC-based real-time SOP 
control method has significant improvement effects on the voltage profile (Table 6.1). 

When the distributed power supply and electric vehicle charging fluctuates in the 
distribution network, the real-time optimization control method changes the trans- 
mitted active power and reactive power simultaneously through SOP to ensure the 
voltage of the distribution network operates within the acceptable range. The voltage 
deviation of the IPPSN is reduced by 38.92% and the network power losses are 
reduced by 4.09%. 


6.5.2 Analysis of Comparison Study Under Abnormal 
Scenarios 


In order to evaluate the effectiveness of the suggested strategy, the optimization of 
SOP is realized by 4 different methods in this section. 
Method 1: IPPSN contains no SOP. 
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Fig. 6.10 Voltage profiles of all nodes with Method 4 


Method 2: A long-time scale optimization method with no real-time control 
strategy is conducted on SOP. M1’s purpose is to reduce the voltage deviation and 
line loss of the IPPSN while SOP operates in a centralized control mode. Every 
30 min, the power transmission command of SOP is optimized. 

Method 3: Utilizing long-term scale optimization and droop control to modify 
SOP’s reactive power transfer. Method 2 is a modified version of Method 1 that 
applies real-time droop control to the reactive power of the SOP as a supplement. 
Every 30 min, the active power transmission command of SOP is optimized, whereas 
the reactive power transmission command of SOP is updated every 30 s. 

Method 4: The MPC-based optimization method proposed in this chapter. Method 
4 is a modified control method based on Method 1 and the active and reactive power 
transmission command of SOP is optimized every 30 s. 

In this case, the PV unit connected to bus 10 appears to be unscheduled offline 
and re-connects to the system after a few minutes (Figs. 6.10, 6.11 and 6.12). 

When the distributed power supply and electric vehicle charging fluctuates in 
IPPSN, the real-time optimization control technique simultaneously modifies the 
transmitted active power and reactive power via SOP to maintain the distribution 
network’s voltage within an acceptable range. Table 6.2 presents the optimization 
results of 4 different methods with unplanned PV off-grid. 

The optimization results show that Method 2 using centralized optimization can 
reduce the power losses and voltage deviations of the distribution network during 
normal operation, but cannot reduce the voltage deviation when a fault occurs. 
Method 3 applies droop control to SOP for real-time control and the node voltage 
deviation is larger and out of the ideal range. The optimization results of Method 2 
and Method 3 show that Method 3 has a certain ability to maintain the node voltage 
during line faults, but cannot guarantee that the voltage is maintained near the ideal 
operating range. Method 4 introduces real-time optimization based on MPC and 
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Fig. 6.11 Voltage curves of node 14 during the optimization 
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Fig. 6.12 Transmission power curves of SOP of Method 4 


Table 6.2 Optimization Results of Different Methods with unplanned PV off-grid 


Optimization Network power losses SOP power losses (kW h) Network voltage 
method (kW h) deviation (p.u.) 
Method 1 23.48 0 7.8218 

Method 2 20.48 1.46 6.0310 

Method 3 20.27 0.65 5.9267 

Method 4 16.17 1.15 4.6772 
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Table 6.3 Optimization results of different methods 


Optimization Network power losses SOP power losses (kW h) Network voltage 
method (kW h) deviation (p.u.) 
Method 1 790.39 0 1.6069 

Method 2 743.45 2.44 1.3903 

Method 3 732.99 19.51 1.1522 

Method 4 718.08 23.55 0.6021 


enables a rapid response when a fault occurs and supports the node voltage to return 
to normal levels. The node 14 voltage optimized by Method 4 rises rapidly after the 
PV is off-grid and is closer to the ideal voltage range [0.98 p.u., 1.02 p.u.] during the 
off-grid process. The voltage deviation under the control of Method 3 is 5.9267 p.u. 
while the voltage deviation of Method 4 is 4.6772 p.u. 

After the PV is reconnected to the grid, the node voltages at both ends of the 
SOP optimized by Method 4 basically operate within the ideal voltage range, and the 
node voltages quickly recover to the optimal level with the optimization objective of 
minimizing network losses. 

To verify the effect to the randomness of PV units’ power output, a case with PV 
power fluctuation at node 4 and node 13 due to cloud cover within 60 min is studied. 
The optimization results of 4 different methods are listed in Table 6.3. 

Comparing the optimization results of Method 1 and Method 2, it can be seen 
that after the centralized optimization control, the active power loss and voltage 
deviation of the IPPSN system can be effectively reduced. The comparison between 
the optimization results of Method 2 and Method 3 shows that the voltage deviation 
and the power losses of the IPPSN system are reduced while the droop control is 
introduced. Method 4 could further reduce the voltage deviation of the distribution 
network by 34.7% compared to Method 3, but the power loss of IPPSN increases 
slightly. 


6.5.3 Analysis of Multiple SOPs Installed 


A case study is conducted on an IPPSN with two SOPs to further explore the scala- 
bility and performance of the proposed MPC-based voltage optimization approach. 
The IPPSN structure is similar to Fig. 6.5 while an additional SOP with 500 kVA 
capacity is installed between bus 25 and bus 31. The daily DG and load operation 
curves are given in Fig. 6.13. 

The optimization results of the IPPSN system with multiple SOPs are given in 
Table 6.4. This case demonstrates the scalability and effectiveness of the proposed 
voltage optimization method with multiple SOPs. When the distributed power supply 
and electric vehicle charging fluctuates in the distribution network, the real-time 
optimization control with two SOPs could significantly improve the efficiency and 
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Fig. 6.13 Voltage profiles of all nodes after optimization with multiple SOPs 


voltage stability of the IPPSN. The voltage deviation of the IPPSN is reduced by 
60.79% and the network power losses are reduced by 5.39% compared to no opti- 
mization. The network losses are reduced by 35.79% and the network power losses 
are reduced by 1.35% compared to one SOP installed in STPSN. 

The reasons for efficiency increase mainly include: (1) Multiple SOPs having 
much more active power transmit and reactive power supply ability when needed. (2) 
The proposed voltage optimization method could work without cooperation between 
different SOPs. However, the bound voltage improvement of installing two SOPs to 
IPPSN is not apparent compared to a single SOP installed. The possible reasons are: 
(1) The SOPs are not installed in the same area thus there is no additional power 
supplement for the focus area. (2) The interaction between different SOPs has an 
effect on the optimization. 


Table 6.4 Optimization results before and after optimization with multiple SOPs installed 


Optimization | Network voltage | Network power | Minimum voltage | Maximum voltage 
method deviation (p.u.) losses (kW h) of system (p.u.) of system (p.u.) 
Before 12.30 1230.0 0.9421 1.0151 
optimization 

One SOP 7.511 1179.6 0.9665 1.0151 

installed 

Two SOPs 4.823 1163.7 0.9665 1.0151 

installed 
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6.6 Conclusion 


An MPC-based voltage optimization approach for port power supply networks with 
SOPs is proposed to address the problem of voltage overrun. It only requires the 
collection of electrical information from the nodes connected to the SOPs throughout 
the optimization process. The proposed method could actively change the control 
strategy when voltage variations occur, effectively lowering the amplitude of voltage 
fluctuations. By simultaneously regulating the active and reactive power transmitted 
by the SOPs, the proposed method maximizes the SOP’s ability meanwhile ensuring 
the system voltage runs within the desired range. Different case results demonstrate 
that the proposed method efficiently eliminates voltage deviations and reduces power 
losses when PV output power fluctuates or unplanned off-grid operation occurs. It can 
significantly minimize the voltage deviations of distribution network nodes compared 
with conventional optimization techniques and regulate the DG volatility in IPPSNs. 
By simultaneously modifying the active and reactive power transmission of SOPs, 
the potential advantages of SOPs are investigated further. 
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Chapter 7 A) 
Hierarchical Optimization Scheduling crest 
Method for Large-Scale Reefer Loads 

in Ports 


7.1 Introduction 


With the rapid development of global maritime transportation, ports have become 
energy and emission-intensive, and under the drive of the “dual carbon” strategy, 
the electrification level of ports is constantly improving [1]. Refrigerated containers 
(referred to as “reefers”) convert electrical energy into cooling energy through their 
own refrigeration compressors, maintaining the temperature of the reefers within the 
allowed range. Large ports can store several thousand or even tens of thousands of 
reefers at the same time. Due to the impact of the global COVID-19 pandemic, the 
capacity of cold chain transportation has been reduced, and the density of reefers 
in port yards has continued to increase [2]. Reefers have become one of the largest 
energy consumers in ports [3, 4]. According to statistics, reefers at the Port of Los 
Angeles account for 20% of the total energy demand [5]. In ports where cold chain 
transportation is the main focus, the proportion of energy used by reefers is even 
higher. For example, at the Port of Valencia in Spain, the energy demand of reefers 
accounts for as much as 45%, exceeding logistics equipment to become the largest 
load in the port [6]. 

The large number of reefers and high electricity consumption of reefers will 
increase the system power during peak periods, leading to conflicts between power 
supply and demand and equipment overload. In addition, disorderly electricity use 
will also cause large-scale fluctuations in power supply lines, leading to increased 
losses and reduced efficiency. On the other hand, reefers have certain thermal storage 
capacity. Reefers with good insulation can maintain an internal temperature rise of 
about 0.11 °C/hin the non-refrigeration state, which is a controllable flexible load [7]. 
Therefore, optimizing the electricity consumption of reefers is becoming increasingly 
important for green ports. It can significantly reduce the peak-to-valley difference 
of the load while reducing operating costs, thereby improving the economic and 
safety performance of the port energy system. However, the large scale of the reefer 
load, high dimensionalities of individual participation in global optimization, and 
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low computational efficiency make it difficult to meet the real-time requirements of 
reefer group optimization scheduling. In addition, unlike temperature-constrained 
loads such as air conditioning [8] and electric heat pumps [9], different reefers have 
different temperature limits, which further increases the complexity of reefer group 
optimization. 

Considering the controllability and thermal storage characteristics of reefers, 
previous studies have used reefers as flexible response resources to optimize elec- 
tricity use and peak shaving. For example, literatures [10, 11] established a demand 
response model for multiple loads including refrigeration systems in ports and 
incorporated reefers into the port power system scheduling to reduce operating 
costs. Literature [12] integrated energy storage systems and different flexible loads 
including reefers in ports to achieve effective management of port energy. These 
studies modeled all reefers in the port as a whole, without considering the optimiza- 
tion and adjustment flexibility brought by individual differences in reefers, and it 
is also difficult to ensure that the temperature of each reefer does not exceed the 
limit. Currently, there are few studies on optimization scheduling considering the 
different characteristics and constraints of reefers. Literature [13] established an 
energy consumption model for a single reefer and reduced the peak load of the port 
by direct load control, but the centralized optimization based on a single reefer not 
only depends on the central node of centralized scheduling but also faces the problem 
of high computational dimensions and difficult rapid solutions. 

The distribution of reefer loads in ports is relatively concentrated and can be inter- 
connected through a small-scale local communication network to achieve the coor- 
dination and autonomy of reefer groups, which is suitable for distributed scheduling 
methods [14, 15]. Literature [16] proposed a distributed optimization scheduling 
model and solution algorithm based on multi-agent systems for port loads, where 
each agent makes autonomous decisions by solving local optimization problems. 
By dividing a large-scale optimization problem into multiple small-scale local opti- 
mization problems for solving, the computational dimensions are reduced, but the 
improvement in computational speed is limited, which cannot meet the requirements 
of accurate temperature control of reefers while ensuring overall optimization effects. 

In this chapter, a consistent hierarchical optimization scheduling method is 
proposed to solve the problem of power optimization for large scale reefer groups 
at green port. Considering the heat exchange process of reefer, the thermoelectric 
coupling model of reefer is established. The reefers are divided into different clus- 
ters according to their electrical characteristics. Combined with dynamic electricity 
prices, the pre-scheduling strategy of the power consumption of the clusters is opti- 
mized with the lowest electricity cost as the goal. The refrigeration efficiency factor 
was proposed as the consistent state variable, and the dynamic power distribution 
model of the multi-intelligent body consistent master-slave power of the reefer was 
established to realize the fast response of the reefer in the cluster, so that the actual 
power demand of the reefer and the pre-scheduling strategy could be consistent as 
far as possible and meet their strict temperature constraints. Taking Rizhao Port as 
an example, the optimization effect and computational efficiency of the proposed 
method are verified. 
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7.2 Operation Characteristics and Modeling of Reefers 


The front end of the refrigerated container is equipped with a built-in refrigeration 
compressor, and the temperature inside the container is controlled by power supply 
through the cold chain plug. As shown in Fig. 7.1a, when the refrigerated container is 
in the refrigeration state, the refrigeration compressor works, and the cold air blows 
from the ventilation duct inside the container, flows through the ventilation guide 
rail at the bottom of the container and surrounds the goods, and then returns to the 
refrigeration device through the cold air inlet on the front wall, forming a loop. In 
order to improve the cooling effect, the walls, top and bottom of the container are all 
lined with insulation materials. The operating characteristics of a single refrigerated 
container without ordered power supply are shown in Fig. 7.1b, where ton is the 
time when the refrigerated container is in the refrigeration state, and to is the time 
when the refrigerated container is not in the refrigeration state. The operation of the 
refrigerated container is usually divided into two types: variable frequency opera- 
tion and fixed frequency operation. After the fixed frequency refrigerated container 
starts refrigeration, the compressor speed remains unchanged. Under certain working 
conditions, its refrigeration capacity is fixed. However, as the external environmental 
conditions change, the working conditions and load inside the container will change, 
and the fixed frequency operation mode will cause large temperature fluctuations in 
the container and lower compressor unit efficiency. The variable frequency refriger- 
ated container can change the power output by the frequency converter to achieve 
continuous and quantitative control of the compressor speed. In recent years, the 
market share of variable frequency refrigerated containers has been increasing, so 
in this chapter, it is assumed that the refrigerated container operates in a variable 
frequency manner. 

The load modeling of the reefer is the basis for the study of its demand response 
mechanism. In the process of thermal-electric coupling modeling of the reefer, an 
exponential model is used to describe the dynamic temperature characteristics of the 
reefer [7]. Considering factors such as environmental temperature, solar radiation 
intensity, and type of goods inside the box, a thermodynamic dynamic model of the 
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reefer can be established based on the principle of heat balance, as shown in (7.1). 


T(t+ At) = T(t) + [Tamo(t) -TO (1 — ewe") — Peat 1) 
where At is the unit scheduling period(s). T represents the internal temperature of 
the reefer (°C). Tamb is the temperature of the external environment (°C). ø is the 
correction factor considering the introduction of solar radiation. A is the outer area 
of the reefer (m7). k, is heat transfer coefficient (W/m? K). m and c are the mass 
(kg) and specific heat capacity (kJ/kg K) of the goods in the container respectively. 
Pp is the refrigerating capacity (kW), and when the refrigeration compressor stops 
working, Pr = 0. 

The actual power consumption of the reefer is related to the refrigerating capacity, 
and the power at all times should not exceed the limit. Generally speaking, the higher 
the internal temperature of the reefer, the higher the available refrigeration capacity, 
the higher the maximum power consumption. The power consumption of the reefer 
satisfies the relation described in (7.2). 

| St R(t) - PE) < Pe) < StR(t) - Pa (7.2) 
Pr(t) = ERR - Per(t) 


where StR(t) is the operating state of the reefer, (when reefer operates StR(t) = 1, 
otherwise StR(t) = 0). Per is the electrical power of the reefer. PyR” and prin are 
respectively the upper and lower limits of the power consumption of the reefer. ERR 
is the refrigeration energy efficiency ratio. ERR of the reefer is different at different 
temperature setting points. 

Since the goods in the reefer have certain requirements on the storage temperature, 
in order not to damage the goods, it is necessary to keep the temperature in the box 
within a certain range, as shown in (7.3). 


T™ < T(t) < T™* (1.3) 


where T™ and T™®” are the upper and lower limits of the temperature in the box 
respectively. 

Equations (7.1)-(7.3) constitute the electricity consumption model of a single 
refrigerated container. Using a single refrigerated container as an optimization unit 
in a port scenario with more than a thousand containers would introduce hundreds of 
thousands or even millions of variables, greatly increasing the difficulty of optimiza- 
tion calculations. It is difficult to solve with the existing computing resources. There- 
fore, this chapter adopts the method of cluster equivalent modeling to describe the 
electricity consumption behavior and related constraints of the refrigerated container 
group. Several refrigerated container clusters (CR) are divided according to the type 
of goods, and refrigerated containers that are included in the same cluster have the 
same specific heat of goods, temperature setting value, and temperature allowable 
range. All refrigerated containers in the cluster can be equivalent to a large-capacity 
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refrigerated container set, and the electricity consumption model of each CR can 
adopt the framework of a single refrigerated container electricity consumption model, 
with the quality and size taking the sum of all refrigerated container quality and size 
in the cluster. 


7.3 Hierarchical Scheduling Modeling of Reefer Groups 


7.3.1 Hierarchical Scheduling Architecture 


The hierarchical scheduling architecture for reefer load groups is shown in Fig. 7.2 
and consists of three layers: Port Dispatching Center (PDC), Reefer Aggregator 
(RFA), and Reefer (RF) load groups. By adopting a hierarchical scheduling strategy 
and establishing multiple small coordinated communication networks within the 
reefer load groups, the conventional management method of “collection-processing- 
control” loop entirely through the dispatching center is avoided, and a good balance 
between decentralized autonomy and centralized coordination is achieved from 
bottom to top. PDC-RFA-RF can achieve high-speed communication through 5G 
networks and fiber optic networks. The functions of each layer in the optimized 
scheduling process are as follows. 


(1) First level: PDC is responsible for supplying power to the basic load and refriger- 
ated containers within its jurisdiction, and guides the power demand response of 
refrigerated containers by releasing time-of-use pricing signals, thus smoothing 
out load power fluctuations. PDC receives information about basic electricity 
prices, basic loads, and aggregated refrigerated container load demands during 
the optimization period, and calculates a new electricity price based on the total 
load and electricity price elasticity within the port area, and issues it to the load 
aggregator. Through the price signal guidance, refrigerated containers can be 
used as much as possible during periods of low load. 

(2) Second level: This layer is connected to the dispatching center and issues instruc- 
tions to the reefer load group. After receiving the electricity price signal, RFA 
calculates the optimal power curve (i.e., pre-scheduling plan) for each CR based 
on the lowest cost as the optimization objective, according to the electricity price 
and CR model parameters, and issues it to the corresponding cluster. At the same 
time, RFA collects and integrates refrigerated container load information, aggre- 
gates the load demand curves of each CR into a total demand curve, and reports 
it to PDC. 

(3) Third level: This layer aggregates a certain number of refrigerated containers 
with similar electricity usage characteristics into a cluster, and adds a commu- 
nication network between each refrigerated container in the cluster. An intelli- 
gent agent is assigned to each refrigerated container in the cluster, and during 
each scheduling cycle, each refrigerated container agent only communicates 
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Fig. 7.2 The hierarchical dispatching architecture for reefers 


with the adjacent two agents, and receives the pre-scheduled power instruc- 
tions for the CR issued by the upper layer as the target for consistency control 
through the leading refrigerated container agent. By executing certain protocols 
and combining their own practical constraints, each refrigerated container can 
obtain its own power demand. Then, each CR uploads its actual demand curve 
to the upper layer. 


7.3.2 Dynamic Model of PDC 


The regulation goal of PDC is to reduce the peak-valley difference of system load. 
By utilizing dynamic time-of-use pricing mechanism, it achieves the transfer and 
reduction of cold box load during peak load periods. The forecasted electricity prices 
and the elasticity of electricity prices to cold box power demand during optimized 
periods are known, and the formula for updating electricity prices is shown in (7.4). 


EP(t,n)=EP(t)-(1+a- 5 5 Perij(tsn —1))-TSL(t,n) (7.4) 


i=l j=l 
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where i = 1,2,...,M, j = 1,2,..., Ni. M is the number of clusters. N; is the 
number of reefers in CR;. n is the number of iterations. E P(t, n) is the electricity 
price at time ¢ calculated by PDC at the nth iteration. E P is the predicted electricity 
price. ais the price elasticity factor, which indicates the change in unit price for every 
1 kW change in electricity demand. T SL represents the load factor. 

In order to define TSL, a high load threshold needs to be defined for the port grid. 
When the total load power of the port area exceeds this threshold, the TSL increases, 
thereby shifting the reefer load from peak to other time periods. TSL is calculated as 
shown in (7.5) and (7.6). 


M Ni 
Protal(t, n = 1) = Pioaa (t) + D 5 Per ij(t, n — 1) (7.5) 
i=l j=l 
— 1, Protai (t, n— 1) < Prhres 
TSL(t,n) = eae Prora (tn W—Prives Porai(t, n — 1) SP (7.6) 


thres 


where P;otai is the total load power in the port area. Pjoaa is the base load in the port 
area except the reefer. Pihres is the threshold of high load in the port area. p is the 
penalty factor for overload. 

In each iteration, the electricity price should be recalculated according to (7.4)— 
(7.6) until the electricity price converges. 


7.3.3 RFA Decision Model 


After collecting CR model parameters and electricity price information, RFA 
develops pre-scheduling strategy with the goal of lowest electricity cost for reefer, 
as shown in (7.7). 


min( $- > Perit) EPG, ») (7.7) 


t=to i=1 


where Per, is pre-scheduling planned power for CR;. 
To optimize scheduling in successive cycles, the temperature at the end of each 
CR scheduling cycle is set the same as the initial temperature, as shown in (7.8). 


T; (to) = T; (tr) (7.8) 


where 7; (fo) and T; (t s) are respectively the equivalent temperature of CR; at the 
beginning and end of the scheduling period. 


160 7 Hierarchical Optimization Scheduling Method for Large-Scale Reefer ... 


7.4 Consensus Based Multi-agent Power Dynamic 
Distribution Model 


7.4.1 Refrigeration Efficiency Factor of Reefers 


After obtaining the CR pre-scheduling strategy, it is necessary to develop an efficient 
power allocation strategy to ensure that the reefers in the cluster fully responds to 
the RFA scheduling instructions. Due to the differences in the quality of goods in 
each reefer in the cluster, simply allocating the total power instruction equally to 
each reefer may result in some reefers with small refrigeration demands being over- 
cooled below the temperature lower limit, while reefers with larger refrigeration 
demands may be insufficiently cooled and exceed the temperature upper limit. On 
the other hand, power allocation is actually a process of anti-aggregation. In order 
to avoid the diversity of power consumption of reefer within the same cluster being 
undermined and its flexibility cannot be fully utilized, it is necessary to combine the 
reefer load model parameters and real-time operating status, judge the urgency and 
controllability of reefer power consumption at different times, formulate response 
tracking strategies, and achieve self-trend optimization operation of reefer load. 

Consensus algorithm has the advantages of high computational efficiency, strong 
practicality, small amount of transmitted information, and “plug and play” charac- 
teristics when solving power allocation problems [17], and has gained some applica- 
tion research in the fields of power system economic dispatching [17, 18], automatic 
power generation control [19, 20], etc. Therefore, this chapter proposes the refrigera- 
tion efficiency factor of reefer, which is used as the consistency state variable among 
reefers, and adopts the “leader—follower” mode of power allocation algorithm to 
make reefers with higher temperature (i.e., larger refrigeration demands) in the same 
cluster bear a larger share of power. The jth reefer refrigeration efficiency factor w; 
of CR; is defined as (7.9). 


ERR; j -PeR ij © 
on lt = H (7.9) 
WO) = a he 
In (7.9), the numerator represents the cooling rate, and the denominator represents 
the cooling margin of the reefer at time t. The uniformity of the cooling efficiency 
factor of reefers within the same cluster at each time point after total power allocation 
is used as the criterion for correct allocation. The reefers with higher cooling reserve 
have higher priority in refrigeration, and their cooling rates and corresponding power 
requirements are also higher. 
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7.4.2 Leader—Follower Consensus Algorithm 
for Refrigeration Efficiency of Multi-agent System 


In the leader—follower refrigerating efficiency consensus (LREC) algorithm, the 
“leader—follower” mode is used as the basic framework to solve the centralized 
control problems in a distributed way to realize the autonomous response of loads. 
Each CR is regarded as a multi-agent system network, and each reefer represents 
an agent. Assume B = [b,,] the adjacency matrix of the multi-agent network, where 
biy = 0 represents the connection weight between agent j and agent v. The topology 
of the multi-agent network can be reflected by the Laplacian matrix Lj, = [L] [21], 
which is defined as shown in (7.10). 


Ni 
v=1,vAj 


Refrigeration efficiency factor is selected as the consistent variable of each reefer 
in CR. Using the discrete time first-order consistency algorithm framework in liter- 
ature [22], the refrigeration efficiency factor w,[k + 1] of CR;’s jth follower reefer 
agent at the k + | iteration is related to the refrigeration efficiency factor of all reefers 
at the k + 1 iteration, as shown in (7.11). 


Ni 
wijik +1] = } djlkloi[k] (7.11) 


v=1 


where d;,[k] represents the term of the row random matrix D = d; [k] € RNi*% in 
the kth iteration, and its calculation is shown in (7.12). 


dalk = i, j=1,2,..., N; 7.12 
jul] sce @ e 


In order to keep the actual power demand of CR; as consistent as possible with 
the pre-scheduling policy, APerrori(t) is defined to represent the power instruction 
difference of CR; at time t, as shown in (7.13). 


Ni 
A Porror, i(t) = Per i(t) = > Pergl) (7.13) 
j=l 


The refrigeration efficiency factor updating rule of CR;’s leading agent is shown 
in (7.14). 


Ni 
alk F 1] = X) djivlk]æiv[k] + Mi A Perror,i (t) (7.14) 
v=1 
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where u; is the power deviation adjustment factor for CR;, and is a positive scalar 
that controls the convergence rate of LREC algorithm. 

When LREC algorithm is used between reefers, some safety constraints need to 
be added to prevent the temperature or power of reefers from exceeding the limit. 
When the temperature of the jth reefer of CR; reaches the lower limit at some point, 
the reefer stops refrigeration, S/R;;(t) = 0, and the corresponding power consumption 
Pr, is also zero. At this time, the reefer should exit from the network information 
topology, and the weight of the connection with the reefer agent j becomes zero, as 
shown in (7.15). 


bi =0, v=1,2,..., N; (7.15) 


When the power consumption of the jth reefer of CR; reaches its limit, it needs 
to be checked and corrected for safety, as shown in (7.16). 


PN (t), Pori (t) < PH (t) 


Pe D= eR,ij eR,ij 7.16 
RUO E) pm C), Papij(t) > Pit (0) “ 


Similarly, at this time the connection weights with the reefer agent j all become 
zero. Equations (7.10)-(7.16) is a mathematical expression of the LREC algorithm. 
The flow chart of LREC algorithm is shown in Fig. 7.3. As can be seen from the figure, 
in each iteration, the leading cold-box agent needs to execute the whole process, while 
the follower agent only needs to carry out the steps of basic master-slave consis- 
tency algorithm and security constraint check in the small box shown in Fig. 7.3. 
When the security constraint of a reefer exceeds the limit, it needs to exit the multi- 
agent network immediately, and the corresponding network information connection 
weight also needs to be updated. When the difference between CR;’s actual power 
demand and the pre-scheduling policy APerrori(t) is less than the maximum allowable 
deviation ¢;, the algorithm iteration terminates. 

The above analysis for the LREC algorithm is based on an ideal communication 
environment. In large-scale systems with a massive number of reefers, communica- 
tion delay and noise may occur due to factors such as large amounts of interaction 
data, observation errors, and external interference in the communication network. To 
address these issues, the attenuation consistency gain function can be used to reduce 
the delay and noise assigned to the weights of corresponding edges of neighboring 
individuals, thereby utilizing the effective information of adjacent individuals for 
consensus calculation. Equations (7.11) and (7.14), which represent the updating 
rules of follower and dominant agents, can be modified into (7.17) and (7.18). 


Ni 
wijik + 1] = w;j[k] — c[k] È Folk (oi [k — tjylk]] + njolk]) (7.17) 


Ni 


wijlk + 1] = a; j[k] — clk] So Lilkl(win[k — tjlk]] + njolk]) 


v=1 
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Fig. 7.3 The flow chart of 
LREC algorithm 
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+ Mi A Porror,i (t) (7.18) 


where T; [k] is the communication delay of information transmitted from the v reefer 
agent to the j reefer agent. n;,[k] is the noise of channel transmission. c[k] is the 
consistent gain function. 

To ensure that the algorithm converges, c[k] needs to satisfy the two conditions 
shown in (7.19) and (7.20) [23]. 


2 clk] = +00 (7.19) 
Yelk < +00 (7.20) 


It has been proved in [23] that (7.19) is a convergence condition to ensure that 
the consistent state variables can converge at an appropriate rate. Equation (7.20) 
is a robust condition. When there is communication delay and noise in the system, 
this condition can also make the static error of the closed-loop system within a finite 
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range. In other words, the robust condition ensures the convergence robustness of 
the algorithm after considering the effect of delay and noise. 


7.4.3 Analysis of Power Deviation Adjustment Factor 


The convergence rate of the LREC algorithm can be controlled by adjusting the power 
deviation adjustment factor u;. As can be seen from (7.14), the leader will increase or 
decrease the refrigeration efficiency factor according to the power instruction differ- 
ence APerrori(t), and its updating range is affected by the adjustment factor. When 
the adjustment factor is too large, the updating amplitude of the consistency state 
variable of the dominant reefer agent is too large, which may lead to the algorithm 
non-convergent. However, when the adjustment factor is too small, the amplitude 
of updating the consistent state variable of the dominant reefer agent is small, and 
the corresponding convergence rate is slow. Therefore, it is necessary to select an 
appropriate adjustment factor to ensure that the LREC algorithm has better stability 
and faster convergence rate. 

For CR; containing N; reefers, when the cooling efficiency factor of the leading 
reefer intelligent agent increases by u APerrori(t), the cooling efficiency factor of 
each reefer intelligent system increases by u APerrori(t)/N; on average. According to 
(7.9), the total power demand increment of CR; is shown in (7.21). 


Ni min 
i Bi A Perrori (t)-mij-eij h Tij (OT; 
AP. g(t) = ae r) (1.21) 
j=l 


In LREC algorithm, taking the power instruction difference |A Porror,i(t)| < £i 
as the convergence criterion, the sufficient condition of algorithm convergence is 
A Poerror,i (t) = A Peri (t)| < £i. 


N; (A Perror,i (t) — £i) ills N; (A Perror,i (t) + €i) 
min g ry E min” 
A Porror,i (t) Ys ele) A Perror,i (t) 4 a) 
A Porror,i 0 
o + £i) zurz Ni (AP on (t) a Ei) 
ai i E aA? 
A Perror,i (t) >G oe) A Perror,i (t) yy ea) 


A Perror,i (t) <0 
(7.22) 


It can be seen from (7.18) that the selection of u; depends primarily on the 
number of refrigerated cases N; in CR;, the characteristics and internal temperature 
of each refrigerated case, and the maximum permissible deviation ¢;. When power 
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instructions for different periods are redistributed in different clusters, the value of 
li can be updated according to the value range defined in (7.22). 


7.5 Solution Methodology 


Under the hierarchical scheduling architecture, PDC updates the electricity price 
information and sends it to RFA. RFA decides the pre-scheduling strategy for CR 
based on the electricity price information, and each refrigeration unit in the cluster 
calculates its own power consumption using the LREC algorithm to ensure that the 
actual power demand of CR remains consistent with the pre-scheduling plan within 
the constraint range as much as possible. The obtained load power curve is then 
aggregated by RFA and uploaded to PDC. PDC updates the electricity price based 
on the new power demand curve. The optimization process is shown in Fig. 7.4. 

The optimization of refrigeration unit power consumption behavior and RFA 
pre-scheduling strategy is based on linear modeling, which is a mixed-integer linear 
programming problem. Therefore, each sub-problem can be solved quickly using the 
commercial solver Gurobi. The entire hierarchical optimization scheduling model 
can be built and solved on the Matlab platform. 


7.6 Case Studies 


7.6.1 Case Description 


Taking Rizhao Port as an example, the proposed method is validated. The port’s 
yard contains 3000 refrigerated containers. The model parameters used in this study 
are shown in Table 7.1. Twenty different temperature settings (—23 °C to +14 °C) 
and cargo with varying specific heat capacities (ranging from 1.46 to 4.06 kJ/kg.K) 
that allow for temperature variations are considered. Each refrigerated container 
loaded with the same cargo follows a log-normal distribution. The hysteresis width 
of the upper and lower temperature limits inside the container is 1 °C, and the initial 
temperature is equal to the set temperature. The upper limit of power consumption 
and cooling capacity of each refrigerated container at different temperature settings 
are shown in Fig. 7.5 [24]. The ERR at different temperature settings can be obtained 
based on the ratio of cooling capacity to upper limit of power consumption. The 
power consumption upper/lower limit ratio of the refrigerated containers is 9/1. 
The high load threshold of the port is 80 MW, and the penalty factor for overloading 
is 0.5. The elasticity factor of electricity price a is 5 x 10+ RMB/MW [25]. The 
scheduling period is 24 h, and each time interval At is 0.5 h. The simulation examples 
are run in the Matlab R2020b environment, and the computation platform parameters 
are as follows: CPU: Intel(R) Core TM i5; frequency: 3.1 GHz; memory: 16 GB. 
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Fig. 7.4 The flow chart of 
hierarchical dispatch 
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Table 7.1 Reef t 
able eefer parameters Reefer length (ft) 


Surface area, A (m?) 


Cargo, m (kg) 17,880-21,000 | 22,300-26,240 
kı (W/m? K) 0.4 
Cp (kJ/kg K) 1.46-4.06 


Temperature set-point (°C) | —23 to +14 
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Fig. 7.5 Power limits of a reefer at different temperature set-points 


7.6.2 Analysis of Scheduling Results 


To verify the optimization effect of the proposed method, an unordered elec- 
tricity usage scenario for refrigerated containers was added as a comparison. In 
the unordered electricity usage scenario, the electricity usage of the refrigerated 
containers is not affected by the electricity price and the port’s basic load. When 
the internal temperature exceeds the upper limit, the refrigeration compressor of the 
refrigerated container starts and operates at maximum power. When the internal 
temperature is below the lower limit, the refrigerated container stops cooling. 
Figure 7.6 shows the comparison of the port’s total load curve and the basic load 
curve under the layered optimization scheduling and the unordered electricity usage 
scenario. The evolution of electricity prices for each round and the load factor TSL 
are shown in Fig. 7.7. Compared with unordered electricity, the optimization method 
proposed in this chapter effectively shifts a large amount of refrigerated container 
load demand from peak hours (9:00-12:00, 19:00-23:00) to off-peak hours (3:00— 
7:00, 14:00-17:00) through electricity price guidance, effectively reducing the peak- 
valley difference of the port’s load while reducing the electricity cost of refrigerated 
containers, which improves the system’s operation. The entire optimization process 
only requires three iterations to converge. The predicted electricity price is used in 
the first round of iteration, and then adjusted appropriately according to (7.4). 

The electricity cost of reefer optimized by the method in this chapter is 64,543 
RMB, and the electricity cost is 73,793 RMB if the method of disorderly elec- 
tricity consumption is adopted. The method proposed in this chapter can reduce the 
electricity cost of reefer by 12.5%. 
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Fig. 7.6 Performance of hierarchical optimal dispatch 
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Fig. 7.7 Electricity price evolution process and loading factor 


7.6.3 Efficiency Analysis of Consensus Based Multi-agent 
Hierarchical Optimization 


The large-scale optimization and scheduling problem for cold storage load is a 
constrained mixed integer linear programming problem. If a single cold storage unit is 
used as an independent scheduling object, it involves 288,000 decision variables and 
432,000 constraints in this case. It is actually impossible to solve this problem using 
a centralized optimization algorithm because it requires very long computation time. 
In Literature [16], an optimization method based on Multi-Agent Systems (MAS) 
is proposed. The MAS method can reduce the computational pressure by dividing 
this large-scale optimization problem into 3000 small-scale optimization problems. 
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Fig. 7.8 Power consumed by the reefers with the proposed method and MAS 


Table 7.2 The performance 


ofthe two methods Proposed method | MAS method 


64,543 64,658 
733 3510 


Electricity cost (RMB) 


Computing time (s) 


In this chapter, we compare our method with the MAS method to demonstrate the 
effectiveness of our method in improving optimization efficiency. 

The optimal power demand for the port cold storage load obtained by our method 
and the MAS method are shown in Fig. 7.8. Table 7.2 compares the operating costs 
and optimization time of cold storage units under the two methods. It can be seen 
that the results obtained by our method are very similar to those obtained by the 
MAS method, and the optimized electricity cost differs by only 0.02%. However, 
the optimization time required by our method is reduced by 79.12% compared to 
the MAS method, and the computational efficiency is improved by about four times. 
This is because the improvement in computational efficiency by the MAS method 
depends on high-performance distributed parallel computing units. Therefore, when 
using the same computing device, our method has an advantage in computation time. 


7.6.4 LREC Algorithm Analysis 


(1) Effect Analysis of LREC Power Dynamic Distribution 


The consensus topology of information status in the CR intermediate reefer is shown 
in Fig. 7.2. The connection weight b;; of information exchange is set to 1. In this 
section, CR, is taken as the research object, and other CR simulation analyses are 
similar. The convergence process of the consistency of the refrigeration efficiency 
factor of reefers in CR; at a certain moment randomly selected is shown in Fig. 7.9. It 
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Fig. 7.9 Convergence process of LREC algorithm in ideal communication environment 


can be seen from Fig. 7.9a that the refrigeration efficiency factor of reefers gradually 
reaches consensus after continuous interaction of information. From Fig. 7.9b, it can 
be seen that when receiving the pre-scheduling instruction, the leader will respond 
first, and then other followers will follow the leader to respond to the pre-scheduling 
instruction. 

To verify the convergence robustness of the algorithm in the presence of commu- 
nication delay and noise, a non-ideal communication scenario under the same condi- 
tions was added for comparison. The communication noise follows a normal distri- 
bution N[0, 4]Jand the probability distribution of the channel delay is as follows: the 
probability of a delay of 0 time unit is 0.8, the probability of a delay of 1 time unit is 
0.1, and the probability of a delay of 2 time units is 0.1. The introduced consistency 
gain function c[k] is shown in (7.23). 


= 1 In(0.05k+1) 
c[k] = 0.5| ame + Oos | (7.23) 


The convergence process of the consistency of the CR, internal cooling box 
refrigeration efficiency factor under non-ideal communication conditions is shown 
in Fig. 7.10. In the presence of noise and delay, the refrigeration efficiency factor of 
the cooling box needs to iterate more times to reach consistency, and its convergence 
final value is 0.4602, with a deviation from the result under ideal communication 
environment of only 0.15%. It can be seen that the algorithm has good robustness to 
the interference of communication delay and noise. 

The temperature variation inside the optimized reefers is shown in Fig. 7.11. 
The initial internal temperatures of reefers, ranging from CR; to CRag, are shown 
from low to high in the figure. It can be seen that throughout the scheduling cycle, 
although the ambient temperature changes, the internal temperature of the reefers 
remains stable and within the allowable range of variation. To further verify the 
ability of the LREC power dynamic allocation algorithm to take into account the 
specific constraints of each reefer and to respond reasonably to the pre-scheduling 
strategy, the average allocation method is selected for simulation and comparative 
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Fig. 7.10 Convergence process of Refrigerating Efficiency in non-ideal communication environ- 
ment 


analysis. Figure 7.12 shows the maximum and minimum temperatures of all refrig- 
erators in CR, at different times using the two methods. It can be seen that the use 
of the power average allocation method, which does not consider the different char- 
acteristics and actual constraints of the refrigerators, can cause some refrigerators to 
exceed their internal temperature limits, while the LREC algorithm can ensure that 
the refrigerators always operate within the safe constraint range. 


(2) Analysis of the Convergence Rate of LREC Under Different Scales 
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Fig. 7.11 Ambient temperature and internal temperature of reefers 
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Fig. 7.12 Temperature of reefers in CR; with the LREC algorithm and average allocation 


Generally speaking, as the number of reefers in the same cluster increases, the LREC 
algorithm needs to iterate more steps to achieve consensus. Here, we discuss the 
impact of different numbers of reefers on the convergence speed of consistency. Based 
on the above example, the reefer scale of CR, is set to (20, 40, 60, ..., 200) in turn. 
The convergence speed of consistency within CR, under different scales is shown in 
Fig. 7.13. It can be seen that the median number of iterations only increases linearly. 
If the traditional centralized optimization method is used, the size of the solution 
space will exponentially increase with the increase of decision variables, and the 
optimization time will also increase exponentially with the number of reefers [26]. 
Therefore, the LREC algorithm can handle more reefers within a reasonable time. 
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Fig. 7.13 Consensus convergence speed under different scales of CR 
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7.6.5 Method Accuracy Verification 


To validate the accuracy of the proposed method, a simulation was conducted on a 
case of 1000 refrigerated containers using both the proposed method and a global 
optimization method. The refrigerated containers were still divided into 20 clus- 
ters. The implementation process of the global optimization method was as follows: 
after the PDC published the electricity price, the optimal power demand curve of all 
refrigerated containers was solved by RFA, with a single refrigerated container as 
the scheduling object, and then uploaded to the PDC. The same process was repeated 
until the electricity price converged. The optimal power demand of the refrigerated 
containers obtained by the proposed method and the global optimization method is 
shown in Fig. 7.14. It can be seen that the results obtained by the proposed method 
are basically consistent with those obtained by the global optimization method, indi- 
cating that the two methods are equivalent within the allowable error range and 
verifying the accuracy of the proposed method. The comparison of optimization 
effects is shown in Table 7.3. In the scenario of 1000 refrigerated containers, the 
proposed method can reduce the electricity cost by 10.9%, and compared with the 
case of 3000 refrigerated containers, the larger the scale of the container terminal, 
the more significant the cost-saving effect of using the proposed method. 
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Fig. 7.14 Power consumed by the reefers with the proposed method and the global optimization 
algorithm 


Table 7.3 Comparison of optimization effects 


Proposed method Global optimization Unregulated 
Optimize time (s) 156 8720 - 
Electricity cost (RMB) 21,033 20,928 23,611 
Cost comparison —10.9% —11.4% E 
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In this case, the electricity cost obtained by global optimization is 0.5% lower 
than that of the proposed algorithm. This small difference can be almost ignored, so 
the proposed method has good performance in reducing costs. Both methods were 
simulated on a personal computer. The proposed method converged to a solution 
after 3 iterations, requiring 156 s, while the global optimization method required 
8720 s. In practical applications, the number of refrigerated containers stacked in a 
port is far more than 1000, and it is almost impossible to use the global optimization 
method on conventional computing devices. 


7.7 Conclusion 


This chapter addresses the difficult problem of optimizing the solution and calcu- 
lation efficiency for large-scale refrigerated container load scheduling in ports. A 
refrigerated container cluster-layered iterative scheduling architecture and a multi- 
agent refrigeration efficiency collaborative optimization strategy are proposed. A 
pre-scheduling model is established for dynamic time-of-use electricity prices and 
iterative optimization of refrigerated container cluster power consumption. A pre- 
scheduling power dynamic algorithm for refrigeration efficiency consistency is 
proposed, achieving efficient optimization of large-scale refrigerated container loads. 
Using the container yard at Rizhao Port as an example, the proposed method reduced 
the electricity cost of the refrigerated container cluster by 12.5%, increased the opti- 
mization problem-solving speed by 4 times, and the deviation from global opti- 
mization was only 0.5%. In addition, the method’s solution efficiency and accuracy 
are not affected by the number of refrigerated containers, and it has good robust- 
ness, providing technical support and reference solutions for energy conservation 
and emission reduction in large container ports. 
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Chapter 8 A) 
Demand Side Response in Ports get 
Considering the Discontinuity of the ToU 

Tariff 


8.1 Introduction 


Port power system dominated by conventional synchronous sources is gradually 
evolving to the power system equipped or even dominated by non-synchronous 
sources, such as wind power and photovoltaic power [1]. Non-synchronous sources 
are connected through power inverters which provide no mechanical inertia [2]. They 
are decoupled from the system frequency and cannot actively provide inertia support 
for the system under active power disturbance [3, 4]. Hence, frequency stability 
would be a key challenge for future power systems with low and variable inertia 
levels [5, 6]. The system will experience faster frequency drops and will have less 
time to respond, leading to a noticeable impact on its ability to recover from large 
disturbances such as sudden load variation. 

Meanwhile, the fast development of flexible load and demand side response (DSR) 
is likely to make the future load more volatile. In particular, the time-of-use (ToU) 
tariff will provide a discontinued price signal at the time between peak and off-peak 
periods [7-9]. If all flexible load simultaneously responds to the price signal, the load 
will surge or plunge in a very short time. The load spike will, conversely, reinforce 
the sudden price jump, creating a “critical mass” effect. However, such sudden load 
variation can be fatal to the frequency stability of low inertia power systems, which 
do not have enough active power regulation capability. 

At present, many scholars have studied the frequency stability problems. Liter- 
ature [10] modeled the frequency response support capabilities of wind power 
from the field-measured data, and proposed a frequency-constrained stochastic plan- 
ning method. In literature [11], a frequency-constrained stochastic unit commitment 
model was proposed considering the provision of synchronized and synthetic inertia, 
enhanced frequency response, primary frequency response and a dynamically- 
reduced largest power infeed. Literature [12] established the analytical formulation 
of system frequency nadir considering both the thermal generators and the renewable 
energy plants, and thus proposed a frequency-constrained unit commitment model. 
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Literature [13] proposed a system scheduling method on the premise of quantifying 
the impact of wind uncertainty on system inertia, which optimizes system operation 
by simultaneously scheduling energy production, standing/spinning reserves and 
inertia-dependent fast frequency response. The aforementioned studies have solved 
the frequency stability problems in power system planning, unit commitment, and 
system scheduling, but these works are applied to large grids, rather than microgrid 
systems with less inertia and more flexible loads. 

For frequency stability problems in isolated microgrids, Literature [14] proposed 
an adaptive active power droop controller and voltage setpoint control scheme, which 
could enhance the primary frequency response and maintain the system frequency 
within the acceptable limits. Literature [15] presented a primary frequency control 
for the engine generators to regulate the frequency of isolated microgrids. Literature 
[16-18] also improved the frequency stability of isolated microgrids by augmenting 
primary frequency controls. Literature [19] proposed a hierarchical control strategy 
which divided the system frequency in three zones. This strategy ensured the 
frequency stability of stable zone in the isolated microgrid by scheduling precau- 
tionary zone and emergency zone. In literature [20], a novel adaptive droop control 
was designed for energy storage system in the hybrid AC/DC microgrid, which 
could provide DC bus voltage support and AC bus frequency support. Literature 
[21] proposed an approach of load frequency control for hybrid maritime microgrid 
system, and studied the system dynamics under random variation of wind, wave and 
sensitive load demand. Literature [22] proposed a multi-agent based multi-objective 
renewable energy management scheme, which considered consumer’s needs for 
power reliability, cost saving, and green consumption. The scheme can reduce the 
steady frequency drop while ensuring economy. In literature [23], a dynamic event- 
triggered robust secondary frequency control scheme was presented, which provided 
a good balance between frequency stability performance and communication burden. 
Literature [24] established a cyber-attack model and presented a resilience-based 
frequency regulation scheme. It employed different control schemes to protect against 
the cyber-attack in the system. The previous works have considered some practical 
problems on frequency control of microgrids. However, the negative impact of DSR 
on frequency stability resulting from the simultaneous response to ToU tariff has not 
been investigated. This is a critical challenge for future power systems with many 
responsive loads but low inertia levels. 

This chapter proposes a new frequency-based demand side response (FB-DSR) 
strategy. Due to the low inertia characteristic and the abundant DSR resources, 
the frequency stability problem of microgrids is particularly prominent. Hence, the 
proposed method is validated on a test multi-microgrid system based on real data 
collected from microgrids in Shanghai, China. The main contents of the chapter are 
summarized as follows: 


(1) The frequency stability issue that arises from the DSR guided by ToU tariff is 
proposed and solved for the first time. 

(2) The proposed strategy represents frequency dynamics through an analyt- 
ical expression of exchange power. It achieves the conversion of frequency 
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constraints by modifying long-term DSR decisions by short-term power 
volatility suppression through two stages. 

(3) Considering electricity charges and equipment depreciation, a day-ahead DSR 
optimization model is proposed, which ensures the economics of the strategy. 

(4) Through the analysis of time-frequency domain, the whole process constraint 
of frequency involving inertia support, frequency nadir and quasi-steady-state 
is formulated. The power volatility is suppressed by means of the lowest cost, 
considering load shedding, RES curtailment and DSR control. 


The remainder of this chapter is organized as follows. Section 8.2 discusses how 
the DSR guided by ToU tariff affects frequency stability, and introduces the scenarios 
prone to this problem. In Sect. 8.3, the FB-DSR strategy is proposed. Section 8.4 
summarizes the case study. Conclusions are drawn in Sect. 8.5. 


8.2 Problem Formulation 


The total moment of inertia in the port microgrid system decreases with the introduc- 
tion of renewable energy, and thus the ability to maintain frequency decreases. Mean- 
while, the number of flexible loads such as electric vehicles and heat pumps keeps 
increasing. Their simultaneous responses to the ToU tariff may lead to frequency 
stability problems in the system operation. 

As shown in Fig. 8.1, the price signal of the ToU tariff is discontinuous. When 
the price suddenly drops, if a large number of flexible loads respond at the same 
time, the load will surge in a very short time. Such sudden load variation will drag 
the system’s frequency down and even develop to under frequency load shedding. 
To present such an undesired outcome, multiple constraints are required when the 
system’s frequency is undergoing a dynamic process. The first stage of this process 
(ti ~ h in Fig. 8.1) is referred to as system inertial response. The rate of change of 
frequency (A f ) is mainly affected by the system inertia, and it is necessary to ensure 
that A f does not exceed the limit. The second stage (t2 ~ f3 in Fig. 8.1) is referred 
to as primary frequency modulation. At this point, the governor starts to prevent the 
frequency from further reduction. In this stage, the frequency nadir of the dynamic 
process should be considered to make the minimum frequency (f*) not lower than 
the set value of under frequency load shedding. The third stage (after t; in Fig. 8.1) 
is referred to as secondary frequency modulation. Since the governor cannot bring 
the frequency back to the original value, the automatic generation control (AGC) 
will start and use the reserve to bring the frequency back. At this moment, the quasi- 
steady-state frequency constraint must be satisfied, that is, the difference between 
the quasi-steady-state frequency and the initial value (A f) meets the requirement. In 
general, throughout this frequency response process, the inertia support constraint, 
the frequency nadir constraint and the quasi-steady-state constraint should be satisfied 
at the same time. Otherwise, the frequency stability of system will be affected. 
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Fig. 8.1 A conventional diagram of load and frequency response for discontinued price signals 


This is a problem that has not been fully discussed but could be critical in the future 
when flexible load like electric vehicles uptakes on a large scale. It is particularly 
urgent for microgrids with high penetrations of renewable energy and thus low and 
variable levels of inertia. With the development of interconnected microgrids and 
peer to peer (P2P) trading based on ToU tariff, unregulated demand response may 
lead to serious frequency issues. Therefore, this chapter will study the FB-DSR 
strategy under the condition of interconnected microgrids with P2P trading based on 
ToU tariff. 


8.3 The FB-DSR Strategy 


The mismatch between the power consumption and the ToU tariff leads to high 
electricity costs. However, the exact match will trigger simultaneous response and 
potential frequency issues. This section proposes an FB-DSR strategy to address the 
trade-off between customers’ economic benefits and systems’ frequency stability. 
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Section 8.3.1 introduces the day-ahead complete-period DSR optimization method, 
which runs iteratively every hour. The conversion of frequency to power and the 
short-term power volatility suppression method is given in Sect. 8.3.2. 


8.3.1 Day-Ahead Complete-Period DSR Optimization 


(1) Equipment Depreciation Model 


The service life of power regulating equipment will be compromised when they 
participate in DSR. The depreciation of energy storage equipment is related to the 
charging and discharging cycles during the equipment operation. A complete cycle 
with x% depths of charge means the storage equipment’s SOC decreases from 100 to 
x% and then increases from x to 100%. The equipment life depreciation of a complete 
cycle is defined as Djoo",. Therefore, the life depreciation during the incomplete 
cycle can be calculated according to the rain-flow cycle counting algorithm [25]. 
Equation (8.1) calculates the life depreciation of the equipment when its SOC changes 
from x to y%, where n,~, means the number of the cycles the equipment completed 
during the operation period. 


incomp 
D x~y 


n comp comp 
= Nx~y|Digo~e — Da (8.1) 


Combining the calculation formula of Dibo- [25], the relation between equip- 


ment depreciation and their SOC can be obtained, as shown in (8.2). 


SOC(k,h+1)—by SOC(k,h)— by 


ak ak 


(8.2) 


D(k, h) = 0, 


where a and b are the parameters determined by the type of equipment. 
(2) Demand Side Response Model 


In microgrids, the heat pump group is often used as flexible load [26]. Generally, 
the heat demand is met through centralized heat production, which is more efficient. 
Large water storage tanks will be equipped for heat storage, which can work with 
the battery for demand response. The heat pump group generally includes base-load 
heat pumps and flexible regulating heat pumps. The former has high rated power and 
bears the base load of heat demand. The latter has low rated power and is able to 
adjust the switch state rapidly with the change of the users’ heat demand. The heat 
output power of heat pump is defined in (8.3). 


Onpi(h) = Chp : Phpi (h) (8.3) 


where Qppi(/) is the heat output power of heat pump i at hour h, Chp is the energy 
efficiency ratio coefficient of heat pump, Phpi (A) is the electric power of heat pump 
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i at hour h. The heat generated by the heat pump group is transmitted to the heat 
storage tank through the heat exchanger by heat circulating working medium. The 
heat storage tank supplies the heat demand of each user. The first-order equivalent 
thermal parameter model is used to simulate water temperature changes in the water 
tank, as defined in (8.4) and (8.5). 


V - pw: ew: B® =E Qrp: (h) — Qioaa (h) — ROG ia (8.4) 


T™ < Th) < T™™* (8.5) 


where V is water storage volume, pw is water density, cw is the specific heat capacity 
of water, 7,(/) is water temperature of heat storage tank at hour h, Ten (4) is environ- 
ment temperature at hour h, Qjoaa(h) is the forecast result of heat demand at hour 
h, R, is thermal resistance of heat storage tank, T™" and T™* are the minimum/ 
maximum temperatures of the stored water respectively. 

The energy stored in the heat storage tank, which has been converted into 
electricity, is described in (8.6). 


Siank(h) = V+ pw Cy» ARTI (8.6) 
where Stank (A) is the energy stored in the tank at hour h. Analogous to the SOC of 
battery, the SOC of heat storage tank is established in (8.7), which is described by 
the water temperature. 


[may-T™™] 


SOCtank(h) = (8.7) 
where SOCiank(A) is the SOC of heat storage tank energy storage system at hour h. 
The heat pump group and heat storage tank are able to be regarded as a load and 
storage coordination power control unit, which can cooperate with the battery to 
realize the DSR. 


(3) Day-Ahead Complete-Period Optimization Model 


There is likely to be a mismatch between the power consumption and the ToU tariff 
because of the intermittence of RES and the energy usage habit of users. The DSR 
optimization can shift electricity from low price periods to high price periods by 
controlling the heat pump group and battery. Besides, the model proposed in this 
chapter considers the depreciation expense of storage equipment during the power 
regulation. The power of heat pump group and battery is adjusted every hour at this 
stage. The forecast results of load and RES are also based on one-hour timescale. 
Furthermore, since both photovoltaic and user loads have obvious daily patterns, the 
energy storage equipment take 24 h as an operation cycle, that is, the SOC after 24 h 
should be equal to the initial SOC. The optimization model is shown as follows. 
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N 
min : >» [Cerec (A) Pline (h) F Chatt Doat (A) =P Chs Dns (A)] (8.8) 
h=1 


Pine(h) = Pioaa (h) + Php (h) — Pwina (h) — Poy (h) + Peh Ch) — PÄ Ch) (8.9) 


where Celc(h) is the ToU tariff at hour h, Piine(h) is the optimization result of 
exchange power at hour h, Chat is the battery cost, Dyat(h) is the battery depre- 
ciation at hour h, Chs is the heat storage system cost, Dps(4) is the heat storage 
system depreciation at hour A, Pioaa (A) is the forecast result of electricity demand at 
hour h, Pwina(h) is the forecast result of wind power at hour h, Ppv(A) is the forecast 
result of photovoltaics power at hour h, P%2(h) and PËS (h) are the charging and 
discharging power of the battery respectively. 

Objective function (8.8) minimizes the daily electricity cost and the equipment 
depreciation expense. The exchange power is determined by load, heat pump group, 
RES and battery, as shown in (8.9). The model also includes energy storage operation 
constraints, upper and lower power constraints and security constraints, which can 
be found in [27]. 

After solving the complete-period DSR optimization model, the optimal operating 
status of the heat pump group and battery for the next 24 h is obtained. Then, the 
results of the first hour are taken as the reference power of heat pump group and 
battery for the next hour. The adjustments of heat pump group and battery power 
are based on these reference power at the stage of short-term volatility suppression. 
In addition, the SOC of the energy storage equipment at the end of the first hour is 
the target SOC of short-term volatility suppression during the adjustment of the next 
hour, and the minute-level target SOC is obtained by linearization. 


8.3.2 Short-Term Power Volatility Suppression 


As the amount of flexible load increases, the system frequency deviation may be 
too large when all flexible load simultaneously responds. Hence, this subsection 
discusses the relationship between frequency and short-term power volatility in 
detail, and proposes a method to judge whether the short-term volatility needs to 
be suppressed after the complete-period DSR optimization. In addition, the optimal 
short-term power suppression method is given. 


(1) Frequency Stability Constraints 


When analyzing the power volatility, the multi-microgrid systems can be simplified 
as Fig. 8.2. If the Microgrid A conducts demand response, a sudden change power 
AP occurs on the tie-line and will have an impact on other microgrids. According 
to the analysis in Sect. 8.2, A Pg, A Pc, and A Py need to satisfy the inertia support 
constraint, frequency nadir constraint and quasi-steady-state constraint at the same 
time, so as to ensure the frequency stability. 
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Fig. 8.2 The equivalent of multi-microgrid systems 


After the sudden disturbances, the system first relies on inertia to suppress the 
frequency change. The initial rate of change of frequency should meet the following 
requirements. 


JAS] = | S37 fo] < A fmax (8.10a) 
where A f is the rate of change of frequency, fo is the system nominal frequency, 
H is the system inertia. The above equation is the inertia support constraint, from 


which the maximum power mutation value, A P;"**, can be deduced. 


Ap = | 2H faa 


(8.10b) 


where A a is the maximum value of rate of change of frequency. At the end of 
the inertia support stage, the governors begin to respond to the sudden change of 
frequency to prevent its further changes. The frequency nadir constraint should be 
considered to ensure that the maximum frequency offset value does not exceed the 
set value of under frequency load shedding. 

The dynamic model of the governor is equivalent to the first-order model as 
follows. 


APs = 7f Aw (8.1 1a) 
The first-order frequency response model of the system considering the gover- 
nors is shown in Fig. 8.3, and its transfer function can be written as (8.11b). Note 
that Microgrid A is connected to multiple microgrids. Hence, parameter equivalent 
aggregation method is used to merge the parameters of connected microgrids. The 
parameter aggregation formulas are shown in (8.1 1c), (8.11d) and (8.1 le). 
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Fig. 8.3 The first-order 
frequency response model 


Ao 1 


APi 2Hs+DL+ rifs (8.11b) 


where Dy is the load damping constant. Note that Microgrid A is connected to 
multiple microgrids. Hence, parameter equivalent aggregation method is used to 
merge the parameters of connected microgrids. The parameter aggregation formulas 
are shown in (8.1 1c), (8.11d) and (8.1 le). 


— Dike Pwi Di 

eae ae (8.11c) 
_ Dike Pri Ki 

i= omy 
_ Eig Peli 

To = Py (8.1 le) 


where N is the number of power optimization periods. The above Eq. (8.1 1b) can be 
converted to 


Ao __ 1 1+Togs 
APy ~~ 2HTg s*+2ewn,s+w? (8.11f) 
where: 
2 _ Ke+D 
oO, = SHTe (8.11g) 
— 1 2H+D,T¢ 
& = 2 2A To Kot DD (8.11hb) 


where in (8.11g), œn is the nominal angular velocity. For sudden disturbances, we 
assume a step function, i.e., A Pa(s) = — A P/s. Taking t as the index of the minute, 
the time-domain response can be derived as 


Aw(t) AP AP gat 
w(t) = e Fn 
2HTgw = 2Ha, 


x (sno — 


(8.11i) 


sin(@,t + 9) 


ni G 


where: 
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w, = OV 1 — £? (8.11j) 


ġ = arc sin(VT—@) (8.11k) 


dAdo 


In the extreme points of Aw(t), e 


can be obtained as follows 


= 0, so the maximum frequency offset time 


t= 4 arctan( Or ) (8.111) 


En Tg 


Substituting (8.111) into (8.11i), the maximum frequency offset Aw(t*) can be 
found. 


Aa(t*) = XAP (8.11m) 


where, 


x= =F (: + eT eent™ | 7) (8.11n) 


The minimum frequency is calculated as 


f* = fot foda(t*) (8.110) 


where f* is the minimum frequency. This frequency should not be lower than the 
set value of under frequency load shedding fsnea, that is, f* > fsnea. Therefore, the 
maximum power mutation value obtained from the frequency nadir constraint is as 
follows, 

fo— fsnea 


Appa | 2% (8.11p) 


where A P3"* is the maximum power mutation value derived from frequency nadir 
constraint. After the primary frequency control participated by governors, the sudden 
change power, A P, is compensated by generation reduction, A Pg, and load increase, 
A PL. The formulas are shown below. 


AP + APg— AP, =0 (8.12a) 


APg = —Kg: Af (8.12b) 


AP, = —D,- Af (8.12c) 
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By solving (8.12a), (8.12b) and (8.12c), the frequency deviation is obtained as 
shown in (8.12d). 


Af = ~42 (8.12d) 

The frequency at this point is called the quasi-steady-state frequency, and it should 

be within the interval [ F=f ma, Therefore, according to the quasi-steady-state 
constraint, the upper and lower limits of power mutation value can be obtained as 


follows. 


APP = (f™* — fo) - (Ko + Dt) (8.12e) 
AP = (f™ — fo) - (Ka + Di) (8.12f) 


where A P P®™, AP" are the upper/lower limits of the maximum power mutation 
value derived from quasi-steady-state constraint. 


(2) Construction of the Suppression Power 


Define the allowable range of sudden change power considering the frequency 
stability constraints to be [A pmin Apne, and its calculation formulas are shown 
as follows. 


AP™X = max{ APP, APS APPS} (8.13a) 
Amin imij A pe Ap Ap] (8.13b) 


where A P;"™ is the maximum power mutation value derived from inertia support 
constraint. The allowable range of power exchanged between Microgrid A and the 
system can be calculated. The calculation formulas are shown below. 


Pinet) = Ps_tine(t — 1) — Apn (8.14a) 
PR e(t) = Py jine(t — 1) - AP™ (8.14b) 


where Py jine is the exchange power after using the real-time data, AP™* and A pmin 
are the upper/lower power fluctuation limits of the microgrid respectively. After the 
complete-period power optimization, the initial exchanged power is determined by 
the user load, the real-time output of RES and the reference power of heat pump 
group and battery, which is shown in (8.15). 


Ps tine(t) a P; toaa(t) = Ps wina(t) = P; p(t) + p +F a (8.15) 
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where Ps joaa(t), Ps_wina(t), Ps_py(t) are the real-time electricity demand/wind 
power/photovoltaics at time t, Prt, ae are the reference power of battery/heat 
pump group respectively. Influenced by the sudden changes of the ToU tariff, the 
initial exchanged power may have significant short-term volatility. The portion of 
this power that exceeds the allowable range is the short-term suppression power that 
needs to be processed at this minute. 


Pete (t) == Ps tine(t), if Ps_jine(t) > Pm (t) 


i s line sL line 
P, "ine (t) = Pine (t) => Ps line (t), if Ps line (t) < Pe inet) (8.16) 
0, otherwise 
where P ne is the fluctuation power that need to be stabilized. 


(3) The Suppression Approach of Power Volatility 


To ensure frequency stability, power volatility can be suppressed by load shedding, 
RES curtailment and DSR control. The optimal suppression model of short-term 
power volatility is established as follows. 


min : C'shed © Pshed + Court * Pourt + Casr © Pasr (8.17) 
s.t. 
P™ ine = — Pinea + Pout + Pase (8.18) 
Pinea = 0 (8.19) 
Pour = 0 (8.20) 
Coun = Cetec (h) (8.21) 
Casr = Cerec (A) — Cerec (h + 1) (8.22) 


where Chea is the load shedding cost, Cour is the renewable energy sources (RES) 
cost, Casr is the demand side response control cost, Pshea is the load shedding power, 
Pourt is the RES curtailment power, Pasr is the demand side response control power. 
Objective function (8.17) minimizes the cost of load shedding, RES curtailment 
and DSR control. The sum of the power suppressed by these three measures equals to 
stig as shown in (8.18). Note that load shedding can only reduce power, and RES 
curtailment can only reduce generation. The cost of load shedding is determined by 
the importance of load. The cost of RES curtailment is consistent with the electricity 
price, and the cost of DSR control is consistent with the difference of ToU tariff. 
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After solving the optimal suppression model, load shedding and RES curtailment 
are implemented. The battery, together with the power control unit composed of 
the heat pumps and heat storage tank, participates in the DSR control. The DSR 
suppression task is distributed according to the energy storage capacity of battery 
and heat storage tank, so as to coordinate the output of battery and heat pump group. 
The base proportion that the battery should undertake is shown in (8.23). 


Oo = (gpa ey (8.23) 
where œo is the ratio of battery energy storage, Spit» Sang are the maximum capacity 
of the battery/heat storage tank respectively. 

The proportion of the task assignment is dynamically adjusted based on ag. The 
fuzzy control method is utilized, and the deviation between the actual state and target 
state of each energy storage equipment is taken as the reference, which is calculated 
in (8.24) and (8.25). When energy consumption is required, that is, paw. (t) > 0, 
if deSOCpat(t) is higher than deS O Crank (t), the suppression proportion undertaken 
by the battery will be reduced, otherwise the proportion will be increased. When 
energy discharging is required, the opposite is true. Under different circumstances, 
the suppression proportion of battery is shown in Fig. 8.4. 


deS OCian(t) = SOC ian (t) — SOC", (t) (8.24) 
deS O Com lt) = SOC par (t) — SOCH (t) (8.25) 


where de SO Crat(t), deS O Cian (t) are the deviation between the actual state and the 
target state of battery/heat storage tank energy storage system at time t respectively. 
SOCK, (t), SOC, (t) are the target soc of battery/heat storage tank energy storage 
system at time ¢ respectively. SOCyay(t) is the SOC of heat storage tank energy 
storage system at time t. 

After considering taking part in short-term volatility suppression, the control 


power of battery at this time is shown as follows. 


piu) = a(t): Pas(t) (8.26) 
PP alt) = Pri F Fed) (8.27) 
where ie is the fluctuation power that need battery to stabilize, er is the 


target power of the battery. The actual power of the battery is also limited by the 
rated power. 

The heat pump group reduces the short-term power volatility by changing the 
switch state of heat pump and adjusting the consumed power. The target power of 
heat pump group is the sum of the reference power and the remaining short-term 
suppression power. The difference between the target power and the actual power 
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Fig. 8.4 The suppression ratio of battery during the short-term power volatility suppression 


at the previous moment is the on-off control target of the heat pump group at this 
moment. The formulas are shown as follows. 


P(t) = Page + Pase(t) — LPS ban (t) — Post] (8:28) 
PEO = PO) — Pht — D a 


where Pip is the target power of heat pump group. P?“,,., is the actual power of 


battery, and Pe yp 18 the on-off control target of heat pump group. 

The heat pump group includes two types: the base-load heat pump and the flexible 
regulating heat pump. When controlling the heat pump group to meet the on-off 
control target, the following rules are considered in this chapter: (1) avoid the flexible 
regulating heat pumps all on or off; (2) average the on-off times of the same type 
heat pump; (3) turn on or off as few heat pumps as possible. When rule | contradicts 
tule 3, follow rule 1 first. These rules will help to extend the overall service life of 


heat pumps. 


8.4 Case Studies 


8.4.1 Case Description 


The case study of the proposed FB-DSR strategy is based on a test multi-microgrid 
system. This system consists of three AC microgrids, which are connected by DC 
transmission line. The data is collected from microgrids in Shanghai, China. Micro- 
grid A shall perform peak shaving and valley filling through DSR, and its frequency 
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Fig. 8.5 An example of typical ToU tariff for microgrids 
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Fig. 8.6 The actual load and power generation of Microgrid A 


shall be kept within the allowable range. Microgrid A uses the heat pump group as 
flexible loads, which contains 20 base-load heat pumps and 25 flexible regulating 
heat pumps. In addition, the maximum power of the battery and the SOC range of the 
hybrid energy storage system are limited during complete-period DSR optimization, 
so as to satisfy the requirement of short-term suppression. The ToU tariff [28], which 
is obtained from net load of the multi-microgrid system, is shown in Fig. 8.5 and 
the load shedding cost is ¥27.08/kWh [29]. The actual load and power generation of 
Microgrid A is shown in Fig. 8.6. Table 8.1 summarizes the equipment parameters 
[30]. Other parameters for case simulation are shown in Table 8.2. 


8.4.2 The Results of the Proposed Strategy 


Figure 8.7 shows the simulation results of the proposed strategy, and Fig. 8.8 demon- 
strates the regulating power of the battery and heat pump group. Note that, the 
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Table 8.1 Equipment parameters for the case study 


Parameter Value 
Heat pump group Base-load heat pump power 40 kw 
Flexible regulating heat pump power 8 kW 
Energy efficiency ratio coefficient 350% 
Heat storage tank Volume 107 m? 
The maximum temperature 80 °C 
The minimum temperature 40 °C 
Thermal resistance 2 °C/kWh 
Heat storage system cost 1.2e + 5¥ 
Battery Capacity 1000 kWh 
Rated power 300 kW 
Charge-discharge efficiency 92% 
Battery cost 1.655e + 6¥ 


Table 8.2 Simulation parameters for the case study 


Parameter Value 
The maximum power of battery in complete-period suppression 280 kW 
The SOC range of hybrid energy storage system in complete-period suppression | 0.05-0.95 
System nominal frequency 50 Hz 
The maximum rate of change of frequency 0.2 Hz/s 
The set value of under frequency load shedding 49.8 Hz 
The allowable range of frequency +0.1 Hz 
System inertia 8s 
Load damping constant 1.5 
Frequency regulation factor of generator 20 
Generator time constant 7s 


exchange power fluctuates according to the ToU tariff by adjusting the power of 


controllable devices. 


The SOC target and actual SOC of battery and heat storage tank are shown in 
Fig. 8.9. After participating in the short-term volatility suppression, the actual SOC is 
still able to follow the target SOC obtained by the complete-period DSR optimization. 
This indicates that the short-term suppression strategy proposed in this chapter will 
not have a significant impact on the DSR result. Figure 8.10 shows the on-off times 
of heat pumps. It can be seen that the on-off times of the same type heat pumps 
are equal, which is conducive to extending the overall service life of the heat pump 


group. 
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Fig. 8.7 The exchange power obtained by the proposed strategy and for previous situation 
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Fig. 8.8 The equipment regulating power obtained by the proposed strategy 
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Fig. 8.9 The SOC of each equipment obtained by the proposed strategy 
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Fig. 8.10 The on-off times of heat pumps obtained by the proposed strategy 


8.4.3 Comparative Studies 


In addition to the proposed FB-DSR strategy (S1), the common DSR strategy that 
ignores frequency stability (S2) is also utilized in this chapter. We have magnified 
the simulation results of the two strategies at thirteen o’clock, as shown in Fig. 8.11. 
It can be seen that as the ToU tariff suddenly decreases, the load power increases 
immediately. Under the control of S2, the sudden increase of power results in the 
1.8% decrease in the frequency. While, under the control of S;, the exchange power 
gradually increases, so that the frequency is always maintained within the allowable 
range. The generators start AGC to increase output and eventually recover the power 
volatility. The differential power of load under two strategies is compensated by 
controlling the power of heat pump and battery. In the actual operation process, 
when the frequency goes beyond the lower limit, it will maintain the frequency 
stability by cutting the load. Therefore, under the control of S2, under frequency load 
shedding will occur when the frequency is in the shaded part of the figure. 

Table 8.3 presents the results comparison for the two strategies. The maximum 
absolute value (MAV) of the 1-min exchange power volatility is used to measure 
the short-term volatility. The MAV of Sı and Sz is 313.02 kW and 845.77 kW, 
respectively, which proves that S; is effective in short-term volatility suppression. 
The electricity cost and the depreciation expense of equipment are almost equal for 
the two strategies. The power volatility suppression cost of Sı is much lower than So. 
This is because when the power fluctuates greatly, S2 can only adopt load shedding 
and RES curtailment to maintain frequency stability, while S; can adopt DSR control. 
In general, S; is superior to S2 in economy and security. 


8.4.4 Short-Term Volatility Suppression Effect 


This subsection analyses the short-term volatility suppression effect of the proposed 
strategy. The short-term suppression power of each equipment is presented in 
Fig. 8.12 and the frequency deviation in Fig. 8.13. It can be seen from Figs. 8.5 
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Table 8.3 Comparison of results obtained by the proposed strategy (S1) and the common DSR 
strategy (S2) 


Sı S2 
MAV (kW) 313.02 (—62.99%) 845.77 
Electricity cost Œ) 14,016.70 (—0.0062%) 14,017.57 
Depreciation expense (¥) 345.69 (+0.37%) 344.41 
Power volatility suppression cost (¥) 2.68 (—99.77%) 1141.72 
Total cost (¥) 14,365.07 (—7.34%) 15,503.7 


and 8.7 that the sudden change in price will cause the sudden change of exchange 
power, but will not destabilize the frequency. The proposed strategy can adjust the 
power of battery and heat pump group when the short-term volatility of exchange 
power is too large, so that the frequency can be kept within the allowable range. For 
example, at eight o’clock, the price of electricity jumps 80% and the load power 
of Microgrid A drops rapidly. At this moment, the battery and the heat pump group 
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Fig. 8.12 The short-term suppression power of each equipment obtained by the proposed strategy 
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Fig. 8.13 Frequency deviation of Microgrid A obtained by the proposed strategy 


consume additional power based on the reference power determined by the complete- 
period DSR optimization, to alleviate the short-term volatility of power and maintain 
the frequency within the allowable range. 


8.5 Conclusion 


The DSR guided by the ToU tariff can change the electricity consumption behaviour 
of users and promote the balance between energy supply and demand under the condi- 
tion ofhigh renewable energy penetration. However, with the increase of flexible load, 
the discontinuity of the ToU tariff could trigger sudden and drastic variations of loads, 
threatening the frequency stability of low-inertia system. This chapter proposes a FB- 
DSR strategy, which integrates time-domain optimization and frequency-domain 
control and realizes the whole process constraint of frequency. By dynamically 
distributing the regulating power of each equipment, it adjusts the complete-period 
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power fluctuation, as well as the drastic short-term volatility. The strategy reduces 
the electricity cost, and circumvents frequency stability issues associated with DSR. 
The equipment depreciation due to power regulation is also considered. Case simula- 
tion demonstrates that the proposed strategy can improve the acceptability of power 
system to DSR. The MAV of 1-min exchange power volatility decreases by 62.99%, 
which keeps the system frequency within the allowable range and reduces the loss 
caused by frequency instability. The overall operating cost is reduced by 7.34%. 
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Chapter 9 A) 
Energy Cascade Utilization get 
of Electric-Thermal Port Microgrids 


9.1 Introduction 


Electric-thermal port microgrid is one of the typical applications of port integrated 
energy systems. Based on electrical and thermal demands, it integrates the supply, 
conversion, and storage equipment in electric and thermal energy flows, coordinates 
and optimizes protection and control methods, so as to achieve economical and 
reliable operation [1—4]. With the increasingly diverse energy needs of industrial, 
commercial, and residential users supplied by microgrids, there exist more complex 
multi-energy couplings, such as energy cascade utilization, which poses difficulties 
for energy optimization management of electric thermal microgrids [5, 6]. Energy 
cascade utilization is an effective method to improve energy utilization efficiency and 
supply quality. It is an important direction in current research on energy optimization 
management of electric-thermal port microgrids [7-9]. 

Currently, there has been a large number of researches on energy management 
in electric-thermal microgrids [10-12]. Literature [13] considered the coupling 
constraints of heating, cooling, and electricity, and used a clustering algorithm to 
obtain the optimal energy storage configuration for the integrated energy system to 
improve the system’s economic performance. Literature [14] took into account the 
thermal storage characteristics of the heating network and established a system opti- 
mization and scheduling model to improve the consumption level of wind and solar 
energy in the region. Literature [15, 16] established a hybrid energy storage system 
model and proposed a coordinated operation strategy for electric and thermal energy 
storage. Literature [17] constructed an electric, thermal, and gas coupling network 
model and proposed an optimization strategy based on demand-side response, 
achieving optimized peak-shaving and valley-filling operation of the system. Liter- 
ature [18] considered the dual uncertainties of renewable energy and load terminals 
and established a stochastic optimization model for cogeneration. The above liter- 
atures have provided relatively comprehensive models for the devices involved in 
electric-thermal microgrids, such as the sources, networks, loads, and storage. These 
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researches enable the optimization configuration and operation of the system, and lay 
a research foundation for the coordinated complementarity of heterogeneous energy 
sources and the mutual substitution of different-grade energy sources. 

Literature [19, 20] constructed a hierarchical optimization model for regional 
integrated energy systems considering multi-objective optimization in terms of 
economics, environmental protection, and energy efficiency. Literature [21, 22] 
proposed an energy management method for microgrids with energy storage devices, 
which enhanced system reliability while simultaneously reducing operating costs. 
Literature [23-25] established an economic dispatch model for energy systems 
with multiple energy supply sources, with the objective of minimizing operating 
costs. Literature [26] proposed a weighting method based on the Analytic Hier- 
archy Process to establish a comprehensive evaluation index for integrated energy 
systems from economic, reliability, environmental, and energy consumption aspects. 
Currently, scholars have suggested the utilization of flexible and controllable gas 
turbines in microgrid energy management based on the current production situa- 
tion, which further improves energy utilization efficiency and is more in line with 
the development trend of actual production [27-29]. Literature [30] proposed a 
comprehensive energy system multi-energy collaborative optimization model that 
considers energy cascade utilization for industrial parks. This model followed the 
idea of “matching quality and cascade utilization” to achieve the comprehensive 
optimization of equipment operating parameters and industrial production processes. 

The research on the comprehensive optimization and evaluation of multi-energy 
synergies in integrated energy systems has been increasingly matured. However, 
the energy utilization structure for energy cascading utilization is still relatively 
simple, lacking analysis of the substitution relationship between heterogeneous 
energy sources and energy sources with different grades, and the economic oper- 
ating potential of the electric-thermal port microgrid has not been fully explored. In 
this chapter, different grades of energy sources in the electric-thermal microgrid are 
considered, and an energy cascade utilization flow structure based on the cascade 
utilization principle of gas turbines is constructed. An optimization model for energy 
cascade utilization in the electric-thermal microgrid is proposed with the objective of 
minimizing daily operating costs. On the Matlab platform, the system optimization 
operating model is established and the optimal operating scheme is solved. The effec- 
tiveness of the proposed strategy is verified through a case study of the “China-Italy 
Green Energy Experimental Center” at a university in southwest Shanghai. 
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9.2 Electric-Thermal Port Microgrids 


9.2.1 Structure of Electric-Thermal Port Microgrids 


An electric-thermal microgrid includes multiple forms of energy such as cold, heat, 
electricity, and gas. In addition to supplying electricity to user loads, it also includes 
steam loads, high/medium-temperature hot water loads, and chilled water loads. 
A typical microgrid structure that includes industrial, commercial, and residential 
users is shown in Fig. 9.1. Among them, the steam load corresponds to the demand 
of industrial users; in addition to meeting the heating needs of commercial and 
residential users, high-temperature hot water also satisfies the hot water needs of some 
industrial users; medium-temperature hot water meets the domestic water needs of 
commercial and residential users; and chilled water supplies the cooling load needs 
of all users. 

Electric thermal microgrids can be divided into micro-power grids and micro- 
thermal grids (including cooling and heating), which couples different forms of 
energy through integrated energy stations. The integrated energy station includes 
various energy equipment such as gas turbines, absorption heat pumps, absorption 
refrigeration, and energy storage, consuming natural gas and interacting with the 
power grid through transmission lines to supply or store cold, heat, and electrical 
energy. Wind power generation equipment is connected to the micro-power grid, 
and its output has certain fluctuations and randomness. Solar thermal power plants 
use solar thermal co-generation to supply electricity to the micro-power grid and to 
supply heat to the micro-thermal grid. 

Considering the diverse energy needs of users in the electric thermal microgrid, 
in addition to electrical loads, there are also steam loads, high-temperature hot water 
loads, and medium-temperature hot water loads. Different heat load requires different 
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Fig. 9.1 The structure and energy flow of electric-thermal microgrid 
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water supply temperatures. Multiple forms of energy flows require the configura- 
tion of various types of energy coupling and conversion equipment in the electric 
thermal microgrid, making the operating mode of the electric thermal microgrid more 
complex than that of traditional distribution networks. However, considering energy 
cascade optimization, multiple energy flows and the abundance of controllable energy 
coupling equipment also make it more flexible for mutual support among various of 
energy forms. When purchasing electricity prices, natural gas prices, and renewable 
energy generation change, the adjustment and control methods of electric-thermal 
microgrids are also more diverse. Therefore, the principle of energy cascade utiliza- 
tion has broader optimization space for electric-thermal microgrids with diversified 
load demands. 


9.2.2 Cascaded Utilization of the Electric-Thermal 
Microgrids 


The cascaded utilization of electric-thermal microgrid follows the principles of 
“electric-thermal complementarity, temperature matching, and cascaded utilization.” 
Thermal energy is divided into different grades based on temperature, and the higher 
the temperature, the higher the thermal energy grade. Furthermore, according to 
the temperature requirements of different thermal loads, efforts are made to meet the 
heat utilization of temperature matching as much as possible. In cascaded utilization, 
higher-grade thermal energy is recycled, recovered and gradually converted to lower- 
grade thermal energy, thereby achieving high-efficiency energy utilization. Addi- 
tionally, the advantages of “electric-thermal complementarity” are leveraged in the 
electric-thermal microgrid, and the reliability and efficiency of cascaded utilization 
are improved based on the deep coupling of electric-thermal energy flow. 

The energy cascading utilization method in gas turbines is shown in Fig. 9.2, 
where the extracted air heat and exhaust heat are utilized separately. The exhaust 
heat is recovered by the waste heat boiler to produce low-temperature hot water of 
around 34 °C. Since the value of storage and transfer low-temperature hot water are 
low, a portion of the waste heat is used as the low-temperature heat source of the 
absorption heat pump, and the remaining portion is used to heat the boiler feedwater 
or space heating load. The extracted air heat is high-temperature steam, and a portion 
of it drives the absorption heat pump to heat a large amount of low-temperature hot 
water to mid-temperature of 75 °C, and another portion is heated to high-temperature 
of 120 °C through the peak heater heat exchanger to supply steam load and produce 
cold water through the absorption refrigeration. 

Based on the above cascaded utilization process and considering the electric- 
thermal coupling relationship, the energy equipment and loads of the electric-thermal 
microgrid are shown in Fig. 9.3. The sources of power and heat supply include 
gas turbines, waste heat boilers, gas boilers, absorption heat pumps, absorption 
refrigeration, peak heaters, electric heat pumps, electric refrigeration, and electricity 
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Fig. 9.2 The energy cascade utilization method of gas turbine 
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Fig. 9.3 The source-demand-storage relationship in energy cascade utilization 


purchased from the main power grid. Cold, heat, and electricity storage include cold 
water storage tanks, hot water storage tanks, and battery storage. The loads include 
high-temperature steam loads, high-temperature hot water loads, mid-temperature 
hot water loads, and cold water loads. 


9.3 Energy Flow Analysis of Cascaded Utilization 
in Electric-Thermal Port Microgrids 


Considering the electric-thermal coupling relationship at different thermal energy 
levels and utilizing the advantages of multi-energy complementarity, the energy flow 
structure of electric-thermal coupling cascaded utilization is shown in Fig. 9.4. From 
the energy perspective, it can be divided into electric power bus, steam bus, low- 
temperature hot water bus, medium-temperature hot water bus, and high-temperature 
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Fig. 9.4 The energy flow structure in heat and power cascade utilization 


hot water bus. The electric power bus is connected to gas turbine power gener- 
ation, solar thermal power generation, wind power generation, and interacts with 
the main power grid and battery energy storage, supplying electric loads, electric 
heat pumps, and electric refrigeration equipment. The steam bus is connected to 
gas turbine exhaust and gas boilers, supplying absorption heat pumps, peak heating 
equipment, absorption refrigeration equipment and high-temperature steam loads. 
The low-temperature hot water bus is connected with waste heat boilers and absorp- 
tion refrigeration, supplying absorption heat pumps and electric heat pumps. The 
low-temperature hot water in medium-temperature hot water bus is heated to supply 
the peak heating equipment and medium-temperature hot water loads. The high- 
temperature hot water bus is connected with peak heating equipment and solar 
thermal energy, satisfying high-temperature hot water loads. 

The energy flow structure of the cascade utilization of the electric-thermal micro- 
grid includes electricity, steam, high-temperature hot water, medium-temperature 
hot water, low-temperature hot water, and cold water. The next section will analyze 
the cascade utilization model from three aspects: energy flow coupling relationship, 
energy grade conversion model, and energy supply-demand relationship. 


9.3.1 The Coupling Relationship of Energy Flow 


Different from traditional microgrids, there are multiple forms of energy flow in 
the electric-thermal microgrid, and there are also various coupling relationships 
between them. Taking full advantage of these relationships and achieving hetero- 
geneous energy flow coupling and mutual aid in different operating conditions is an 
effective way to improve energy utilization efficiency and save operating costs. The 
energy coupling models used in this section are introduced as follows. 


9.3 Energy Flow Analysis of Cascaded Utilization in Electric-Thermal Port ... 205 


(1) Gas Turbine 


The back-pressure gas turbine is selected as the modeling object, which has high 
efficiency in power generation. Throughout the operation, the power generation, gas 
consumption, and exhaust ratios are fixed. The waste gas from the gas turbine is 
recovered by the waste heat boiler while filtering out pollutants to reduce emissions. 
The cogeneration model of gas turbine is shown in Eq. (9.1). 


Por = NGT: AL oa 
Hór L = Nex (1 — ner) À Fér (9.1) 
Hór s = Next: (1 — nor) - À Fér 


In (9.1), Par is the power output of the gas turbine, is the lower heating value of 
natural gas, For is the gas turbine’s air intake flow rate, and ngr is the gas turbine’s 
power generation efficiency. Hgr_y is the recovered heat power from the waste gas, 
and “exh is the waste heat recovery efficiency. Hgr gs is the steam power generated 
by the gas turbine’s exhaust gas, and next is the exhaust coefficient. The superscript 
t denotes time. 


(2) Gas Boiler 


The gas boiler also consumes natural gas, but lacks the power generation process. 
The combustion process generates high temperature steam directly for heating. The 
heating model is shown in Eq. (9.2). 


Agp(t) = nop : Fog (t) (9.2) 
where Fes is the intake amount of the gas boiler, Haps is the heat energy contained 
in the steam generated by the gas boiler, and nasg is the efficiency of the gas boiler. 
(3) Electric Heat Pumps and Electric Refrigeration 


Electric heat pumps and electric refrigeration have similar working principles, and 
their models can be represented by coefficients of energy efficiency ratio, as shown 
in Eqs. (9.3) and (9.4). 


Hip m = Cup: Pip (9.3) 


Are c = Cre: PRE (9.4) 


where Hyp m represents the heating power of the electric heat pump, Pyp represents 
the power consumption of the electric heat pump, and Cpp represents the energy effi- 
ciency ratio of the electric heat pump. Hprg c represents the cooling power of the elec- 
tric refrigeration, Prg represents the power consumption of the electric refrigeration, 
and Cpg represents the energy efficiency ratio of the electric refrigeration. 


(4) Absorption Heat Pump and Absorption Refrigeration 
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The working principles of absorption heat pump and absorption refrigeration are 
similar. The absorption heat pump consumes a small amount of high temperature 
heat energy to produce abundant medium temperature heat energy, while the absorp- 
tion refrigeration consumes high temperature heat energy to produce cold energy, 
accompanied by a large amount of low temperature hot water by-product. Their 
mathematical models are shown in Eqs. (9.5) and (9.6). 


Anup M = CAHP 7 Anup s (9.5) 
Hicu c = Cacu : Hicu s (9.6) 
Hacy_ = kacu : Cacu: Hacu s 


In the above equations, H ayp m represents the heating power of the absorption heat 
pump, Capp represents the energy efficiency ratio of the absorption heat pump, and 
H anp s represents the steam heat consumption of the absorption heat pump. H acu _c 
represents the cooling power of the absorption refrigeration, Cacy represents the 
energy efficiency ratio of the absorption refrigeration, H acu_L represents the low 
temperature heat energy produced by the absorption refrigeration, and kacy is a 
proportional constant based on the characteristics of the absorption refrigeration 
equipment. 


(5) Peak Heater 


The peak heater can use steam to heat hot water to a high temperature. Its 
mathematical model is similar to that of a heat exchanger, as shown in Eq. (9.7). 


Ay a = Cru Apu s (9.7) 


In (9.7), Hpy y represents the heat energy transferred by the peak heater, Cpy 
represents the heat transfer efficiency, and Hpy s represents the steam heat energy 
consumed by the peak heater. 


(6) Solar Thermal Equipment 


Solar thermal power generation uses concentrated solar light to generate high- 

temperature steam. A part of it is used for power generation through a steam turbine, 

and the remaining part is used for heating. Its mathematical model is shown in 
Eq. (9.8). 

| Ppr = NSTXp Esolar (9.8) 

Hpr_u = Nex((1 = Xp) +nwyu (1 = nst)Xp) E solar f 


In (9.8), Ppr represents the solar thermal power generation capacity, nsr repre- 
sents the steam turbine power generation efficiency, E solar represents the heat energy 
provided by the solar collector system, and x, is the proportion coefficient of 
thermal energy entering the steam turbine. Hpr y represents the solar thermal heating 
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capacity, nex represents the efficiency of the heat exchanger, and nwy represents the 
recovery efficiency of the steam turbine waste heat. 

(7) Battery Energy Storage 

The battery energy storage model is represented by the state of charge, as shown in 


Eq. (9.9). 


t—1 
ad E Sess) SOC! + Nehe eA 


SOC). = - Sas 9.9 
ess a ae )SOCI! + 1 Pilar ( ) 
ess Ess Ndch Eess,max 


where SOCess represents the state of charge of the battery energy storage, Pess 
represents the charging/discharging power (positive for charging and negative 
for discharging), Eessmax represents the maximum capacity, Nch represents the 
charging efficiency, Nach represents the discharging efficiency, oes, represents the 
self-discharge coefficient, and At represents the time interval. 


(8) Thermal Energy Storage Using Cold and Hot Water 


Cold and hot water energy storage is stored at a constant temperature, and the change 

in water storage reflects the energy storage status. Its mathematical model is shown 
in Eq. (9.10). 

| QM _ (d ka om) Qi" + Hi wt (9 10) 

Oo = (1 90) QG’ + Hank cAt : 


where Qm represents the thermal energy stored in the water tank, oy is the heat 
self-loss coefficient, and Htank_m is the thermal power of the water tank (positive for 
input and negative for output); Qc represents the cold energy stored in the water tank, 
oc is the cold self-loss coefficient, and H ank c is the cooling power of the water tank 
(positive for input and negative for output). 


9.3.2 Energy Grade Conversion Model 


Electric energy and thermal energy, as well as different grades of thermal energy, can 
be transformed from high to low grade by equipment such as electric heat pumps, 
absorption heat pumps, and peak heaters. During the conversion process, a certain 
proportion of the high-grade energy input on the driving side of the device is converted 
to the heating side, raising the grade of thermal energy on the heating side. The 
process of grade conversion and thermal energy transfer in the energy flow is shown in 
Fig. 9.5. Based on the energy conservation law and the definition of specific enthalpy, 
the multi-energy coupling relationships between different grades of thermal energy 
are analyzed as shown in Eqs. (9.11-9.13). 
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Fig. 9.5 Multi-grade energy 
conversion diagram 
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In Eq. (9.11), x represents the type of energy equipment, Hx 9 is the output 
thermal energy, Cx is the energy efficiency ratio constant, H xin is the input energy on 
the driving side, and Hx heatea 1s the input thermal energy on the heated side. mx jn and 
Mx out are the working fluid flow rates on the driving and heated sides, respectively, 
and hin, Aheatea, and Aout are the specific enthalpies of input on the driving side, input 
on the heated side, and output on the heated side, respectively. pase is the specific 
enthalpy of water at normal temperature and is used as a reference. 

In Eq. (9.12), Rx is the ratio of input thermal energy on the heated side to the input 
energy on the driving side. It can be seen that this proportionality factor depends on the 
energy efficiency ratio and the design input-output specific enthalpy of the equipment 
and can be treated as a constant for a specific equipment. Equation (9.13) analyzes the 
coupling and conversion relationship between different thermal energy grades based 
on the proportionality factor Rx. The input-output mathematical models of electric 
heat pumps, absorption heat pumps, and peak heating equipment are rewritten based 
on the original mathematical model. 


9.3.3 Energy Supply and Demand Analysis 


Based on the energy flow structure shown in Fig. 9.4, the energy flow coupling 
relationships and the energy grade conversion model described above, the energy 
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supply and demand on different energy buses are analyzed from the perspective of 
energy cascade utilization. The energy sources on each bus are shown in Eq. (9.14). 


Pe supply = Peria + Por + Por + Paina 
H, supply = = Agp_ s + Hors 

u supply — PT. H a: Hpy_ H,out (9 14) 
Ay supply — = Hip M,out or Hine M,out ` 


L supply — = Hór. L T Hicu_ L 
t t t 
Ag supply — = Ape C ga Aycy_ C 


where PE supply, 1s_supply> HH_supply, H M_supply» A L_supply> A C_suppiy are the total energy 
sources of the power, steam, high-temperature hot water, medium-temperature hot 
water, low-temperature hot water, and chilled water buses, respectively. 

From the equation above, it can be seen that electricity and steam, the two high- 
grade energy sources, are directly supplied by power generation equipment or natural 
gas; high-temperature hot water is not only directly supplied by solar thermal energy 
but also by utilizing the surplus steam and medium-temperature hot water energy 
through the peak heating equipment. Medium-temperature hot water is supplied by 
consuming electricity through electric heat pumps and steam and low-temperature 
hot water through absorption heat pumps. Low-temperature hot water is supplied 
by the waste heat recovery power of gas turbines and the consumption of steam 
through absorption refrigeration. Cold water is supplied by consuming electricity 
through electric refrigeration and steam through absorption refrigeration. During the 
energy supply process, surplus high-grade energy can supply low-grade energy, and 
low-grade heat energy can also be heated into high-grade heat energy. 

The energy consumption of each bus is shown in Eq. (9.15), which takes into 
account the energy interaction between electricity, cooling, thermal storage, and 
their corresponding buses. 


Pr toad = Pr + Php + Pre + Poss r 
ae load = Hsi, + Hcn s + Haup_s.in + Apu_s.in 
a load 7 = Hy, 

Ay load ~~ = Any a Ay M.heated +H, ai M 


t 
H load —_ = He heated A Hip L,heated 
Hé joaa = Her + Hank c 


(9.15) 


where PE loaa; Hs Joad, HH Joad, HM loads HL loaa; HC loaa represent the total energy 
consumption of the power, steam, high-temperature hot water, medium-temperature 
hot water, low-temperature hot water, and chilled water buses respectively. Pg, Hs, 
Hy, Hy, and Hc represent the loads of electric power, steam, high-temperature 
hot water, medium-temperature hot water, and chilled water, respectively. 

As shown in the above equation, the total energy consumption of each energy 
bus including power, steam, high-temperature hot water, medium-temperature hot 
water, low-temperature hot water, and cold water, is considered while taking into 
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account the energy interaction with the corresponding energy storage system. PEL, 
HSL, HHL, HML, HCL represent the electrical, steam, high-temperature hot water, 
medium-temperature hot water, and cold water loads, respectively. 

As can be seen from the above equation, the two high-grade energy sources, 
electric power and steam, are not only consumed by the corresponding loads, but 
also consumed by energy coupling devices to supply low-grade energy demands. 
The surplus of medium-temperature and low-temperature hot water can also supply 
higher-grade energy demands through energy coupling devices. The energy supply 
and demand under the cascade utilization mode is not limited to a single form of 
energy, but achieves complementarity between different grades of energy. 


9.4 Optimization Strategy for Cascaded Utilization 
of Electric-Thermal Microgrids 


9.4.1 Objective Function 


The objective of the optimization strategy takes into account the minimum daily oper- 
ating cost, which is composed of the costs of purchasing natural gas and electricity, 
as well as equipment operating costs, as shown in Eq. (9.16). 


Ca = Cag F Caria + Caevice (9.16) 


Natural gas is consumed by gas turbines and gas boilers, and the cost of purchasing 
natural gas is shown in Eq. (9.17). Here, i represents the internal number of the same 
type of equipment. 


Cng = LL For, F Lh Foei (9.17) 


When the microgrid is in parallel operation with the main grid, electricity is 
purchased and sold from the main grid based on time-of-use pricing. The cost of 
purchasing and selling electricity from the grid is shown in Eq. (9.18). Here, p'puy 
represents the time-of-use purchase price of electricity. 


Coid = 2 Pouy © Pouy (9.18) 


Equipment operating costs can be divided into energy equipment maintenance 
costs and battery energy storage depreciation costs. Equipment maintenance costs 
are defined by the cost per unit of equipment power. Battery energy storage depre- 
ciation costs are related to the amount of charged and discharged electricity, and 
the depreciation is assumed to be linear with increasing charged and discharged 
electricity. Therefore, the equipment operating cost is shown in Eq. (9.19). 
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Pl 
Coevice = (= 2 > Px: Pii cle D bat ae.) -At (9.19) 

& i t t pia 
where x represents the cost per unit output power of different energy equipment, Cess 
represents the replacement cost of the battery energy storage system, and Qess max 
represents the total charge and discharge amount of the battery over its entire lifecycle. 


9.4.2 Constraints 


Energy supply and demand must be balanced on each bus during operation, and the 
constraints on each bus are shown in Eq. (9.20). Here, the storage of large amounts 
of low-temperature hot water is uneconomical, and the study do not consider factors 
such as space heating demand in the plant area and boiler return water heating. 
Therefore, the constraint is set to ensure that supply is greater than demand. 


t ran t 

Pe supply — * E_ load 
t — t 

Ay supply — Ay load 

H! — t 
H_ supply — *-H_ load 

e (9.20) 
M_ supply — **H_ load 
t t 

Ay supply 2 Ay load 
t —_ t 

Aa supply — Aa load 


In addition, the operation of energy equipment must satisfy constraints on 
maximum and minimum power and ramp rate, as shown in Eq. (9.21). 
t 
Py, min < Phi < Pe max (9.21) 
—D, + At < PL; Pii < By- At 


where Px min and Px max represent the minimum and maximum operating power of 
different energy equipment, while D, and B, represent the downward and upward 
ramp rates of different energy equipment, respectively. 


9.4.3 Solution Methodology 


This chapter studies a linearized modeling approach, which belongs to the mixed- 
integer linear programming problem, and uses the commercial solver Gurobi for 
solving. The energy flow mathematical model and constraints of the integrated energy 
system are constructed using the Matlab platform and Yalmip toolbox. During the 
simulation process, the day is divided into 96 time nodes, and the scheduling plan 
for each device is developed with the objective of minimizing daily operating costs. 
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During the solution process, there is some randomness in the solver’s selection 
of output devices for multiple devices of the same type due to the same constraint 
definition. In order to make the device selection more distinctive, Eq. (9.22) is used 
to process the operating and maintenance costs of devices of the same type, with the 
operating costs of devices of the same type increasing sequentially, thus prioritizing 
devices with lower numbers. Here, x represents the device type, i represents the 
device number, and e, represents the cost increment. The cost increment is defined 
to be extremely small (10~ in this study) and only serves to differentiate devices, so 
its numerical value is negligible in the final solution. 


Px, i+1 = Px: (d +i-e) (9.22) 


9.5 Case Studies 


9.5.1 Case Description 


The simulation case is based on the structural topology and parameters of the “China- 
Italy Green Energy Experimental Center” at a university in southwest Shanghai, 
which corresponds to an electric-thermal microgrid scenario that includes industrial, 
commercial, and residential users. The simulation analysis is performed with a 15- 
min interval, which satisfies the time scale requirement for optimizing scheduling 
considering the dynamic characteristics of multiple energy flows and the response 
capabilities of each device. The example includes devices such as gas turbines, gas 
boilers, absorption heat pumps, absorption refrigeration, electric heat pumps, elec- 
tric refrigeration, peak heating equipment, battery energy storage, hot water storage 
tanks, and chilled water storage tanks. These devices cooperate to supply users with 
electric power, steam, high- temperature and medium-temperature hot water, and 
chilled water loads. The key parameters of each device are shown in Table 9.1, while 
the maintenance costs, time-of-use electricity prices, and natural gas purchase costs 
are shown in Table 9.2. The microgrid load and renewable energy daily output predic- 
tions are shown in Fig. 9.6, where wind power and electric load are in electric power, 
while the rest are in thermal power. 


9.5.2 Results Analysis 


Based on the simulation case described above, the comprehensive energy station’s 
thermal-electric dispatch is shown in Figs. 9.7, 9.8, 9.9, 9.10, and 9.11, where energy 
input to the bus is represented by positive values, and energy acquired from the bus 
is represented by negative values. Based on the electricity and steam dispatch plan 
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Equipment Paramteter Value 
Battery energy storage Capacity (kWh) 3000 
Maximum chaging/discharging power (kW) 400 
Self-discharge coefficient o 0.0025 
Charging efficiency chr 0.98 
Discarging efficiency nNdch 0.98 
Initial state of charge 0.7 
Hot water storage tanks Water storage capacity (t) 25 
Maximum water flow rate (t/h) 5 
Self-dissipation rate 0.0001 
Cold water storage tanks Water storage capacity (t) 25 
Maximum water flow rate (t/h) 5 
Self-dissipation rate 0.0001 
Gas turbine Maximum operating power (kW) 1000 
Minimum operating power (kW) 50 
Generation efficiency nGt 0.33 
Extraction ratio coefficient a next 0.6 
waste heat recovery efficiency Nexh 0.3 
Gas boiler Maximum heating capacity (kW) 2000 
Gas boiler efficiency ncp 0.9 
Absorption heat pump Maximum heat input (kW) 1000 
Energy efficiency ratio COP AHP 2.6 
Steam utilization efficiency naHp 0.916 
Absorption refrigeration Maximum heat intake volume (kW) 1000 
Energy efficiency ratio COP acu 1.8 
Steam utilization efficiency n acu 0.916 
Cold water ratio keg 1.5 
Electric heat pump Maximum power consumption (kW) 600 
Energy efficiency ratio COPyp 3 
Electric refrigeration Maximum power consumption (kW) 600 
Energy efficiency ratio COPRE 3 
Peak heating equipment Steam utilization efficiency npy 0.896 
Solar thermal steam turbine Maximum power generation (kW) 500 
Minimum power generation (kW) 400 
Generation efficiency nst 0.4 
Waste heat recovery efficiency nwH 0.2 
Heat exchanger heat transfer efficiency nex pr 0.8 
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Table 9.2 Operating cost parameter 


Cost type Cost calculation basis Value 
Maintenance cost (RMB/kWh) Charging and discharging electricity for 0.005 
battery storage 
Gas turbine generation 0.0063 
Heat generation of gas boiler 0.03 
Heat intake of absorption heat pump 0.0008 
Heat intake of absorption refrigeration 0.0008 


Power consumption of electric heat pump | 0.001 


Power consumption of electric refrigeration | 0.001 
Peak and valley electricity price (RMB/ | Peak electricity price period (10:00-15:00; | 1.3902 


kWh) 18:00-21:00) 
Flat electricity price period (7:00-10:00; 0.8645 
18:00-23:00) 
Valley electricity price period (23:00-7:00 | 0.3648 
next day) 
Natural gas price (RMB/m*) E 3.4 
High Mid à Power 
5000 — Siim temp temp ~~ Cold-— Solar =~ Wind == wad 
4000 
= 3000 
w 
v 
& 2000 
(a 
1000 
0 
0O 8 16 24 32 40 48 56 64 72 80 88 96 
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Fig. 9.6 Renewable energy output and load prediction of microgrid with heat and power system 


results, Analysis are conducted from the perspective of electricity prices during peak 
and off-peak hours: 


(1) 23:00 to 7:00 is the off-peak electricity pricing period. It is economically efficient 
to directly purchase electricity from the grid, so the gas turbine is not started. 
The power supply side is composed of solar-thermal power generation, wind 
power, and the main power grid, while the power load side is composed of 
electric heat pumps, electric refrigeration, and uncontrollable electric loads. 
During this period, only the gas boiler supplies steam, and the steam load side 
is composed of absorption refrigeration, peak heating equipment, and steam 
loads. The reason for using absorption refrigeration during this period is that 
the electricity price is low, and the low-temperature hot water produced by the 


9.5 Case Studies 


Main Battery : Solar Wind Electric Electric 
B grid A storage |_| Gas turbine WB ermal) Power lll heat pump lll cfrigerationll Power load 
T T T T T T T T T T 


4000 L | 


N 
o 
Q 
e] 


Power(kW) 
oO 


i 
N 
j=) 
Q 
© 


Fig. 9.7 Power dispatch plan 
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Fig. 9.9 High-temperature hot water dispatch plan 
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Fig. 9.11 Cold water dispatch plan 


(2) 


absorption refrigeration can be heated and utilized by the electric heat pump, 
which has good economic benefits. The battery energy storage is fully charged 
at maximum power before the end of the off-peak period. 

7:00 to 23:00 is the peak and flat electricity pricing period, and the power supply 
by the gas turbine is more economical. During this period, the power supply 
side is mainly composed of gas turbines, solar-thermal power generation, and 
wind power. Note that at around 10:00, due to the intermittent decrease in 
wind power output, both the gas turbine and the battery energy storage reach 
maximum output, and electricity is purchased from the grid to meet the load 
demand. The power load side is mainly composed of electric refrigeration and 
uncontrollable electric loads, and electric heat pumps are only selectively used. 
The steam supply side is provided by the gas turbine and gas boiler, and the 
steam load side is composed of absorption heat pumps, absorption refrigeration, 
peak heating equipment, and steam loads. Due to the large amount of steam 
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provided by the gas turbine combined heat and power and the high electricity 
price, absorption heat pumps and absorption refrigeration have better economic 
benefits. During the period from 7:00 to 15:00, due to high electric load and 
the decrease in wind power output, the battery energy storage is discharged to 
assist in peak shaving until the state of charge reaches the lower limit. 


Based on the cold and hot water scheduling plan results in Figs. 9.9, 9.10, and 9.11, 
analysis are conducted from the perspective of the energy supply composition of 
cold and hot loads: 


(1) For high-temperature hot water supply, since the solar thermal power station 
does not participate in scheduling control, the steam turbine’s electricity gener- 
ation is relatively stable, and the remaining solar thermal energy is used for 
heating. Therefore, the peak heating equipment adjusts the heat production 
according to the heating supply of the solar thermal power station. Its steam 
consumption is a rigid demand, and the steam production of gas turbines and 
gas boilers needs to be prioritized. 

(2) For medium-temperature hot water supply, it is supplied by electric heat pumps 
during the valley electricity price period and by absorption heat pumps during 
the peak and flat electricity price periods. Electric heat pumps are used for 
heating when steam supply is tight. Due to energy self-loss, the heat storage 
water tank first releases water during the valley electricity price period and then 
heats up through electric heat pumps before the end of the valley electricity 
price period, storing water to the maximum capacity and releasing heat during 
the peak electricity price period. 

(3) For cold water supply, electric refrigeration is mainly used, and the proportion 
of absorption refrigeration supply increases during the peak and flat electricity 
price periods. This is because the energy efficiency ratio of absorption refriger- 
ation is lower than that of electric refrigeration, but considering that absorption 
refrigeration can provide low-temperature hot water while cooling, it can be 
used for further heating by electric heat pumps during the valley electricity 
price period. When steam supply is sufficient during the peak and flat electricity 
price periods, the comprehensive benefits of consuming steam refrigeration by 
absorption refrigeration are higher. The operation mode of the cold storage 
water tank is similar to that of the hot storage water tank. It stores water to 
the maximum capacity before the end of the valley electricity price period and 
releases cold during the peak electricity price period. 


9.5.3. Economic Analysis of Diverse Energy Supply 
Structures 


The energy supply of electric-thermal microgrid is realized by electric-thermal 
coupling cascade utilization (structure 1), cascade utilization without electric-thermal 


218 9 Energy Cascade Utilization of Electric-Thermal Port Microgrids 


coupling (structure 2) and traditional tri-generation supply structure (structure 3), and 
the daily cost of the three energy supply structures is shown in Table 9.3 below. The 
daily operating cost includes natural gas costs, electricity purchase costs and main- 
tenance costs. At the same time, because the equipment used in the three structures 
is not identical, the total cost also includes the equipment cost converted to the daily 
price. 

Structure 2 only adopts the energy cascade utilization strategy without considering 
the coupling between electric and thermal energy, so it does not use electric heat 
pumps, electric refrigeration and other electric-thermal coupling equipment. In terms 
of energy supply, absorption heat pumps provide all medium temperature hot water, 
and absorption refrigeration provides all cold water. The power and steam dispatch 
plan for structure 2 is shown in Figs. 9.12 and 9.13. Gas turbines and gas boilers 
operate around the clock, providing steam for absorption heat pumps, absorption 
refrigeration and steam loads. The steam supply is mainly gas boilers during the 
valley electricity price period, and gas turbines are mainly used during the peak 
electricity price period. During the valley tariff period, the purchase of electricity 
from the grid is reduced because the gas turbine runs to generate electricity. The 
operation mode of battery energy storage is consistent with structure 1, that charging 
during the valley electricity price period and discharging during the peak electricity 
price period. 

Structure 3 adopts the traditional tri-generation supply mode without dividing the 
thermal energy grade. Its specific supply strategy is referred to in literature [31]. The 
power and steam dispatch plan of Structure 3 is shown in Figs. 9.14 and 9.15. Since 
the thermal energy grade is not divided, the load of medium-temperature hot water 
and hot water in the heat network are unified as high-temperature heat load, and the 
hot water is supplied through the heat network. In terms of supply strategy, during the 
off-peak electricity price period, the steam generated by gas turbines and gas boilers 
is supplied to the peak heater and high-temperature steam load. The peak heater 
produces high-temperature hot water to meet the hot water load of the heat network, 
and electric refrigeration provides all the required cold water. During the peak and flat 
electricity price period, gas turbines and gas boilers operate at high loads, providing 


Table 9.3 Daily cost comparison 


Energy supply structure Structure 1 Structure 2 Structure 3 
Natural gas cost (RMB) 39,871 46,644 49,642 
Electricity purchasing cost (RMB) 7897 4572 6183 
Maintenance cost (RMB) 838 1428 1327 
Daily operation cost (RMB) 48,606 52,644 57,152 
comparison - +8.31% +17.58% 
Device cost (RMB) 1522 1295 1388 
Total cost (RMB) 50,128 53,939 58,540 
Comparison = +7.60% +16.78% 
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Fig. 9.12 Power dispatch plan of structure 2 
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Fig. 9.13 Steam dispatch plan of structure 2 


the steam required for absorption refrigeration, peak heater, and high-temperature 
steam load. Electric refrigeration is turned on after the uncontrollable electrical load 
in the microgrid decreases, consuming surplus electricity and reducing the steam 
demand of absorption refrigeration, thus balancing the power and steam demand of 


the microgrid. 


Based on the information presented in the table and figures, the following 


conclusions can be drawn: 


(1) Thecascade utilization strategy of electric-heat coupling can effectively improve 
the economic performance of electric-thermal microgrids. As microgrids have 
demand for both heating and cooling, the benefit of using natural gas for cogen- 
eration is significant, hence natural gas expenses are relatively high. Structure 1 
consumes more electricity at lower rates and thus saves on natural gas expenses, 
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Fig. 9.15 Steam dispatch plan of structure 3 


(2) 


(3) 


resulting in lower overall energy costs. Furthermore, the high-efficiency equip- 
ment such as absorption heat pumps, electric heat pumps, and electric refrig- 
eration are utilized to minimize maintenance costs. In terms of daily operating 
costs, structures 2 and 3 have increased by 8.31% and 17.58% respectively 
compared to structure 1. 

As structure | utilizes the most equipment, it has the highest daily equipment 
cost. However, as the prices of the various equipment types are relatively low 
among the three structures, it has not had a significant impact on the total 
cost. The total cost of structures 2 and 3 have increased by 7.60% and 16.78% 
respectively compared to structure 1. 

The lack of electric-thermal coupling equipment negatively impacts the flexi- 
bility of electric-thermal combined microgrid operations. In structure 2, due to 
the single type of heating and cooling supply equipment, the operation of absorp- 
tion heat pumps and absorption refrigeration needs to be carried out based on 
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load requirements, while the gas turbine and gas boiler need to operate at high 
load throughout the day, leaving no room for optimization. 

(4) Without considering the cascade utilization of energy, the operating efficiency of 
electric-thermal combined microgrid is low. In structure 3, direct heat exchange 
is used for heating, resulting in low efficiency, and a large amount of steam is 
consumed for heating and cooling supply in the microgrid, causing high natural 
gas expenses. Without distinguishing the heat quality requirements of microgrid 
users, the actual heating efficiency of the system is low, and it cannot achieve 
efficient and targeted high-quality heating. 


9.6 Conclusion 


This chapter aims to address the issue of the comprehensive optimization and utiliza- 
tion of various forms of energy in electric-thermal microgrids. Based on the prin- 
ciple of cascade utilization, a cascade utilization energy flow structure for electric- 
thermal coupling conversion is constructed to achieve energy utilization and supply 
with matched thermal energy grade, and to enhance the operational economy and 
flexibility of cold and heat supply equipment by leveraging the complementary 
advantages of electric and thermal energy. For the source-load-storage of electric- 
thermal microgrids, an energy flow supply and demand model with different energy 
buses is established. Based on the operational constraints of the energy cascade 
optimization utilization model and with the objective of minimizing daily oper- 
ating costs, this mixed integer optimization problem is solved via the establishment 
of constraints and objectives in Matlab. By coordinating and scheduling various 
energy sources and coupling devices, the optimized economic operation of the 
electric-thermal microgrid system is achieved. The method used in this study fully 
considers the principles of mutual coupling and complementary optimization of 
various forms of energy, making effective use of energy with different grades in 
the production process, providing good engineering application prospects. Future 
research will further improve the energy optimization and scheduling capabilities of 
electric-thermal microgrid systems through rolling optimization or by establishing 
optimization models that take into account uncertain factors. 
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Chapter 10 j 
Optimal Coordination Operation of Port = 
Integrated Energy Systems 


10.1 Introduction 


Seaport is the significant hub of maritime industry, which undertakes nearly 90% 
global trades [1]. The increasing trade has led to high energy consumption and carbon 
emissions in the past few decades [2, 3]. It is estimated that 3-5% total global green- 
house gas (GHG) emission comes from maritime transportation [4]. This data will 
rise to 18% by 2025 if no measure being adopted. To solve the urgent environmental 
problem, seaports begin to introduce energy technologies at the aims of energy struc- 
ture transition and restricting fuel use. These technical measures generally include 
shore-side power supply (cold-ironing) for docking ships, electrification of loading/ 
unloading equipment and the integration of multiple energy sources (e.g., renewable 
energy, natural gas, heating and cooling) [5-8], which undoubtedly will contribute 
to the coupling between logistic system (LS) and energy system (ES). On one hand, 
the LS (ships and QCs) can be regarded as the load of ES, so it is constrained by both 
logistic operation and energy supply capacities. On the other hand, the behavior of 
LS impacts not only the transportation efficiency, but also the distribution of energy 
flows, then further influences the economic benefits. 

Conventionally, LS and ES operate independently. The LS only focuses on trans- 
portation efficiency, while the ES is completely dominated by LS. However, the 
uncooperative operating mode may lead to mismatch between energy demand and 
supply in the case of coupling. In the spatial dimension, the berthing position of ships 
determines the electrical distance from nodes that connected with multiple energy 
sources in the electricity networks. Inappropriate docking position will cause more 
energy loss on the transmission line, or the energy cannot even be delivered to the 
ship. In the perspective of time dimension, due to the intermittent nature of renewable 
energy, its generation may not match the temporal distribution of ships/QCs loads. 
Then, the energy efficiency and economic benefits decline. Therefore, an effective 
coordination method is needed for the two systems, which minimizes the total cost 
without operating constraint violations. 
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Since the coordination between LS and ES is an interdisciplinary issue, the energy 
community and the seaport logistic community have conducted separate studies 
on the two systems for decades. In the area of seaport logistic engineering, two 
fundamental problems are berth allocation and QC assignment. These research, e.g., 
[9-13], emphasized only on the berth allocation problems, while others integrated 
berth allocation and QC assignment together [14—19]. These works only concerned 
about logistic operation and usually ignored the energy consumption. Therefore, 
their schemes may not be optimal (may be even unacceptable) from the viewpoints 
of energy dispatching. 

In the terms of port energy management, literature [20] analyzed the significance 
of good energy management principles and electrical distribution architecture for 
seaport business from a conceptual level. Literature [21] discussed ways to reduce 
GHG emissions by integrating renewable energy into port microgrids. Demand 
response (DR), as an effective tool for peak-shaving and filling load valleys, has 
been applied in green ports to enhance the flexibility of power grid operation. Litera- 
ture [22] proposed to reduce reefers’ peak power demand through adjusting charging 
time. The authors in [23] suggested an evaluated drive system for port cranes to opti- 
mize energy absorptions. They also discussed the installation of ultracapacitors and 
flywheels into port cranes to reduce the maximum power demands [24]. For large 
seaports, thousands of electricity loads cause heavy computational burden and curse 
of dimensionality. An multiagent framework was proposed in [25—28] to meet this 
challenge. Many power loads are aggregated into various agents to obtain less data 
scale and higher computing efficiency. In addition, some research such as [29] and 
[30] discussed the application of integrated energy systems (IES) into seaports. The 
above research solely analyze the energy management under given power demands 
and do not consider the operational characteristics of energy loads (e.g., logistic 
systems). 

In recent years, researchers are beginning to recognize the interdependency 
between the LS and ES brought by the deeper electrification of seaports. Fang et al. 
[31] discussed the structure of future seaport microgrid with the indication of the 
connections between seaports and ships expanding from logistic-side to the electric- 
side. Their works are mostly reviews and did not give the specific coordination 
strategy. Peng et al. [32] proposed a cooperated optimization of berth and shore- 
side power allocation. Their method can obtain a balance between economic costs 
and environmental benefits but is only about shore-side power without modeling 
power grids. Although these research have made remarkable progresses in the 
interdisciplinary area, there are still some gaps to fill. 

In this chapter, an optimal operation of port logistic-energy systems is proposed 
to minimize total costs including logistic operating and energy service costs. The 
discrete logistics operating model is adopted, which integrates the concepts of space 
and time to describe the time-space behaviors of ships and QCs. The ES is established 
by using Dist-Flow model and Weymouth flow equation, which can also describe 
the temporal and spatial characteristics of power and natural gas flows. Then the 
decisions of berth allocation, QC assignment, unit commitment and energy flows 
are determined simultaneously under energy-logistic dual-constraints. This not only 
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maximizes the utility of dock sources to ensure transportation efficiency, but also 
matches energy demand and supply through temporal and spatial shifting of ship/ 
QC loads, thereby improving energy efficiency and reducing carbon emission. 


10.2 Structure of Port Integrated Energy Systems (PIES) 


Figure 10.1 illustrates a general structure of PIES coupling LS and ES. The ES 
consists of energy equipment, electricity and natural gas network. Electricity and 
natural are purchased from main grid and natural gas wells, and then are transmitted 
via electric lines and gas pipelines. Various energy technologies including gas turbine 
(GT), power to gas (P2G), energy storage system (ESS) and photovoltaic (PV) are 
integrated in the two energy supply networks. The ES feed all the energy demands 
from docked ship and QCs, fixed electricity and natural gas loads. 

The LS comprises ships and QCs, as Fig. 10.2 shows. In the respect of logistic 
transportation, QCs are assigned for docked ships to load and unload containers on 
ships. The arrival ships anchor to wait or dock at free berth according to berth alloca- 
tion plan. After loading/unloading tasks are completed, the ships leave the seaport. 
In the terms of energy consumption, electrified QCs and docked ships are support 
by electrical networks. The QCs are directly connected with certain electrical nodes 
while the docked ships are linked via shore-side power interfaces (cold-ironing). 

Note that the berthing time of ships determines the start and end time of ships 
power demand. The QCs are allocated when ships dock at berth, so QCs also generate 
power demands during ship berthing period. Different berthing time leads to the 
energy demands of ships and QCs at different time intervals. On the other hand, 
because of the node-to-node connection between ships/QCs and electricity network, 
the different berthing position of ships and the QCs running state can cause different 
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Fig. 10.1 The structure of port integrated energy systems 
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Fig. 10.2 The connection between electricity networks and logistic systems 
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spatial distribution of energy flows. Therefore, a proper dispatching scheme of ships 
and QCs can realize the temporal and spatial shifting of power loads, at the same 
time to ensure logistic transportation efficiency, so as to minimize the total costs. 


10.3 PIES Formulation 


10.3.1 Logistics System 


(1) Berth Allocation of Ships 


For the berth allocation problem, there are generally two decisions: berthing position 
and berthing time. In this work, discrete berth is adopted to correspond one berth 
to one shore-side power interface. The effects of the berthing positions on the QCs 
handling efficiency are ignored so that the berthing time are basically determined if 
the handling containers and the number of assigned QCs are known. 

Note that ships are the cause of QCs assignment and power demands so that the 
docking status of ships needs to be defined firstly in Eq. (10.1): 
1 ifb = B,andt e (t}, t? 
Xos = p otherwise l i wet) 
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The docking status Xps¢ is a three-dimensional binary variable that combines 
berthing position Bs, ship number s and berthing duration together. The value of 
Xpst iS 1 if the ship docks at berth b at time interval t, otherwise, it equals to 0. 
Equation (10.1) has two implications, (1) ensure that the berthing position do not 
change in the whole scheduling period once it is allocated; (2) the value of Xpst 
remains 1 only during docking period. 

The relationship between arrival time, docking start time and departure time are 
constrained by Eqs. (10.2—10.3). The docking start time should be greater than or 
equal to ship arrival time. The departure time should be greater than docking start 
time and less than or equal to latest departure time. 


tos ts, Vs (10.2) 


tis H1S hs <Er, (10.3) 


The above two equations restrict berthing time of ships. Based on the docking 
status Xpst, berthing position constraints can be formulated as follows: 


2 Xos <1, Vs,t (10.4) 
L Xos <1, VYb,t (10.5) 
B; = a bops, VYs,t (10.6) 
Za Vst (10.7) 
eae (10.8) 
1< By < Bmax (10.9) 


Constraints (10.4) and (10.5) ensure that one ship is assigned to one berth. 
Constraint (10.6) establishes the relationship between integer variable and binary 
variable of berthing position. The binary variable op, means that the ship s docks at 
berth b when its value is equal to 1. Constrain (10.7) is similar to (10.4) and (10.5) 
to ensure that each ship is assigned to one berth. Preferred and alternative berthing 
position are considered in constraint (10.8). Each ship can only dock at preferred 
or alternative berths. The set Berth, represents all the possible berthing position for 
ship s. The preferred berth is usually the first choice of arrival ships. However, the 
ships may deviate from their preferred berths and are arranged at the other alternative 
berths in order to coordinate with energy systems. In addition, all the ships must dock 
within permissible berthing position (10.9). 
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(2) QC Assignment 


The QCs are used to load/unload containers on ships and directly influence the 
berthing duration of ships. A time-variant QC assignments model is considered in 
this book in order to increase the flexibility of logistic operation. That means the 
QCs allocated to a ship are not fixed from a period to another period of time. The 
QC assignment constraints are formulated as follows: 


Voie. Yq,t (10.10) 
ses 
Ost = D5 Ost, VS,t (10.11) 
qEQ 

D Qs < 0"~™ (10.12) 

seS 
Or” S Xos < Qs < OF" D Xos Vit (10.13) 

beB beB 
X nOs = TEU,, Ved (10.14) 
t 


The running status of QC is also represented by a three-dimensional binary vari- 
able wqst. The value of wqst is equal to 1 when the QC q serves for the ship at time 
interval t. Constraint (10.10) guarantees that a specific QC is capable of serving only 
one ship at most during each time interval. The number of allocated QCs is calculated 
by constraint (10.11). Because of the limited resources of QCs, the sum of assigned 
QCs cannot be larger than the total number of available QCs (10.12). The ship length 
and loading/unloading requirements restrict the minimum and maximum number 
of QCs that can be allocated to each ship (10.13). Constraint (10.14) ensures that 
enough QCs are assigned to handle the containers on ships during docking time. 

In addition to number-related constraints, the following practical operating 
constraints that can be seen from Fig. 10.2 should also be considered: 


=1 < wy ijt — ge + Oyu = 1, Yq <q-l,s,t (10.15) 
By ifgs; = 1 

5.21700 Nasr Vq,5,t 10.16 

qt | Oifogsr =, q,8 ( ) 
lifBy, > 1 

= = Mad 10.17 

Sat tae =0 1 A 

qr (Bat — Ba) 20, Yq, t (10.18) 


Constraint (10.15) ensures that all the QCs serving for one ship are adjacent. 
That means there should be no free QCs positioned between the running QCs. Each 


10.3 PIES Formulation 231 


running QC is stationed at the same location as the ship it serves, while free QCs are 
assumed at the zeroth position that actually does not exist (10.16). This is because 
free QCs are not involved in loading/unloading containers and do not generate power 
demands, so they are not needed to be considered. Equation (10.17) indicates the 
relationship between the location of QC and its running status. All QCs are installed 
in a row thus they cannot cross each other. 

Equations (10.1—10.18) limit the behaviors of ships and QCs within allowed range 
to ensure normal logistics transportation operations. However, the decision of berth 
allocation and QC assignment should also consider energy systems constraints. 


10.3.2 Energy System 


(1) Energy Technologies 


Constraints (10.19-10.21) show the charge/discharge power limitations of ESS. The 
ESS hourly energy change is given in (10.22). Constraints (10.23) give the state 
limitation of ESS. The stored energy at the end of period should be equal to the 
initial stored energy to ensure that ESS can operate continuously (10.24). 


ch peh < P <h Ph. (10.19) 
dis pdis < pdis <dis pais (10.20) 
TERT = | (10.21) 

SESS = SESS 4. qh peh _ Pa (10.22) 
SESS < SESS < SESS (10.23) 
SESS = SESS (10.24) 


The upper/lower bound of GT generation is imposed in (10.25). Constraint (10.26) 
shows the up/down ramp limit. Constraints (10.27) and (10.28) indicate the minimum 
up- and down-time. Constraints (10.29) and (10.30) present the logical relation of 
start-up and shut-down binary variables. The natural gas consumption is calculated 
by (10.31). 


[ST pOT < peT < [GT peT (10.25) 


min max 


-DET < PST — peT < UST (10.26) 


max — — max 
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t-1 
TST (187 _ 187) + È I >0 (10.27) 
j=t-T gr 
t—1 
TEI HST) + o r (10.28) 
"=i -T8} 
OT 4 OT = 197 — 107 (10.29) 
ar age? <1 (10.30) 
#0? = rl aac (10.31) 
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The electricity consumption and natural gas production of P2G are shown in 
(10.32) and (10.33). 


0 < PPG < pP2G (10.32) 
pPPre P2G 
gi? = oo (10.33) 


(2) Electrical Network 


The electrical network of seaport operates as a radial network. The DistFlow model 
proposed in [33] is employed to represent power flows in the electrical network: 


in i c L 
ke@E(j) 
Oi + OF — xl = D Ont QF (10.35) 
ke@E(j) 
V? = V? — 2 (rij Pij + xij Qi) + (r + at (10.36) 
P2+Q3, 
ly “ye Pi; = 0, Qi; = 0 (10.37) 
O< hy <i, Vf <V <V? (10.38) 


Equations (10.34) and (10.35) show the nodal active and reactive power balance. 
Equation (10.36) presents the voltage drop at each electric line. Equation (10.37) 
relates voltage, current, active power, and reactive power. Constraint (10.38) imposes 
bounds on line currents and nodal voltages. 


(3) Natural Gas Network 
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Constraint (10.39) represents the nodal natural gas balance. Constraint (10.40) limits 
the supply of natural gas wells. Constraint (10.41) and (10.42) restricts nodal gas 
pressure and natural gas flow through pipelines. The natural gas flow is caused by 
gas pressure difference between nodes and can be formulated by Weymouth flow 
Eq. (10.43). 


in _ L 

2 Bim + BF = 2 Bm + 8; (10.39) 
i€ QS (m) keE@OS(m) 
w wc gY 

Gm S 8m = Op (10.40) 

Ap LAm ST (10.41) 

Gnn Š Emn < G (10.42) 

&mn = K mnSZN (Am = Tn) [x2 = x2]| (10.43) 


10.3.3 The Nexus Between Logistics System and Energy 
System 


As Fig. 10.2 shows, QCs and ships are connected with certain electrical nodes of 
electricity networks. The nodal power loads of QCs and ships can be formulated as 
Eqs. (10.44) and (10.45) using rated power perane/pshiP and status Oqst/Xpst, Where 
@(i) and T (i) are the set of QCs and berths, respectively, that are linked with electrical 
node i. 


Pe = }, 9 OgstPerane (10.44) 
qeP(i) seS 
ship ship $ 
Pie? = È Xos Ps "b eri) (10.45) 
seS 


Note that the nodal electricity demands of electricity networks originate from 
the fixed power loads, ESS charging, P2G, QCs and ships, so can be calculated by 
Eq. (10.46) as follows: 


es ea eae a ia 7 a (10.46) 


The above three equations achieve the coupling between LS and ES. Equa- 
tions (10.44) and (10.45) include binary variables wgs/Xps that represent ships/QCs 
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status and are restricted by logistic operation constraints. Then the two variables 
are added to ES through Eq. (10.46), so as to also comply with energy dispatching 
constraints. In this regard, berth allocation of ships and QC assignment are restricted 
by logistic and energy dual-constraints. Thus, the two systems restrict and influence 
each other as a whole, and can be dispatched uniformly. 


10.3.4 Coordinated Optimization of PIES 


In this study, PIES is dispatched by seaport control center and is allowed to purchase 
energy from the main power grid and natural gas wells at certain prices. The control 
center is eligible to dispatch ships, QCs and energy flows. The objective is to minimize 
the total costs, including the logistic operating costs F; and the energy service costs 
Fg as follows: 


min Fr, + Fr 
s.t. 


Logistic system constraints (10.1 — 10.18) 


Energy system constraints (10.19 — 10.43) (10.47) 
Coupling constraints (10.44 — 10.46) 


where the logistic operating cost F, is given by 


F, = Dle (an 2 ons) + cy (tis — ts) + cs (t,5 — ts) | (10.48) 


ses 


The first term is penalty cost of deviation from preferred berth, where ont — Obs 
is equal to O when the ship dock at preferred berth, otherwise, it equals to 1. The 
second and third terms are anchoring cost and docking cost respectively. 

The energy service cost Fg is expressed in Eq. (10.49), includes start-up and shut- 
down cost of GT, energy purchase cost and carbon emissions penalty. The carbon 
emission comes from energy consumption and auxiliary engines of anchored ships. 


Fg = 5 5 [=27 se" +r se + = cfd psrid + 5 Engi, 


teT o€Nor teT jeg” 


$ ae gl O2 psrid + peg” 
t jot 
teT jeg” 


sehen : 
F CoO >D [e = to,s) Qar + yl pe ai z) (10.49) 


seS 
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Fig. 10.3 Coordinated optimization framework of PIES 


With the optimization goal and operating constraints, a coordinated optimiza- 
tion framework of PIES is proposed as Fig. 10.3 shows. In the framework, ships 
and QCs adjust their states under logistic-energy dual-constraints to achieve load 
temporal-spatial shifting and logistic operation. At the same time, energy dispatching 
schemes including GT unit commitment and energy flows are also determined in the 
coordination process. 


10.4 Solution Methodology 


Clearly, the proposed model is a nonlinear and non-convex optimization problem, 
which is challenging to solve. The solution method is stated in this section. 


10.4.1 Linearizing Logistic Constraints 


The nonlinearity of logistic operation constraints comes from Eqs. (10.1), (10.16— 
10.18), and can be linearized by big-M method. 

Equation (10.1) can be transformed into Eqs. (10.50-10.54), which are equal to 
Eq. (10.1) logically. 


bXbst < Bs, VWb,s,t (10.50) 
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bX ist + MC — Xps) > Bs, Vb, 5,4 (10.51) 

tXbst < bs, Wb,s,t (10.52) 

tXo + M(1— Xos) Z tis, Yb,s,t (10.53) 

2 2 Xor = ts — ts +1, Vs (10.54) 
beB teT 


Equation (10.54) indicates that berthing duration is the difference between depar- 
ture time tz, s and berthing start time tıs, and it also equal to the sum of docking status 
Xpst in dimensions b and t. 

Similarly, Eqs. (10.16), (10.17) and (10.18) are transformed to Eqs. (10.55—10.57), 
(10.58-10.59) and (10.60), respectively. 


Bat < B,+M(1 — Wyst); Yq, s,t (10.55) 
Ba + M(1 — @gsr) = Bs, Yq,s,t (10.56) 
Bg < B”™ X Ogs (10.57) 

sES 
By = Eq, Yq,t (10.58) 
Bat < Brees, (10.59) 
B+ + M(1 — Eqn) > Bat, Yq, t (10.60) 


10.4.2 Convexifying the Energy Systems Equations 


Replace (V? with U; and (I i)” with ij, then Eq. (10.37) is convexified by SOC 
relaxations as follows 


2Q;j < ij + Ui (10.61) 


lij — Vigil, 
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Replace (Tm ) with Èm and introduce binary variables ut/u~ to represent sgn (7m — 
Tn) in Eq. (10.43), then Eq. (10.43) transforms to Eq. (10.62): 


82n = KZn (Uhn — Uinn) (Zim — Ên) (10.62) 


Let [ [„ be squares of nodal pressure bound and binary variables ut/u~ can be 
calculated by: 


(f= 1) T < Êm — Ên < (1— uzn) O (10.63) 
(uhin = 1) G <Ê 8mn S (1 = Un) G (10.64) 
Uhn HUn = 1 (10.65) 


Then, Eq. (10.62) is finally linearized and convexified as follows: 


Winn = Ën — Tim + (0, — i) (ux, —Unn + 1) (10.66) 
Winn < Tn a Tan + (a I], ) (in = F 1) (10.67) 
Wmn Z Ëm — Rn + (n =i i =U ny 1) (10.68) 
Winn = Tm = În F (1, - 11) (uy = Una = 1) (10.69) 
28mn 
So <= Vn +1 (10.70) 
Winn T l, 2 


where the variable Ymn replaces (urn — Unn) (Fm — Ën) in Eq. (10.62). 
The convex quadratic term hoT (PST)? in Eq. (10.31) can be convexified by an 
auxiliary variable dg and the following SOC inequalities, which is defined as the 


epigraph form [34]. 


2 AGT pot 


0,0 ~ o,t 


ôo — 1 


ôs +12 (10.71) 


238 10 Optimal Coordination Operation of Port Integrated Energy Systems 


10.4.3 The Final Optimization Formulation of PIES 


Based on the linearization and relaxations discussed above, the following convex 
MISOCP problem is obtained: 


min Fz + Fg (10.72) 


s.t. 

Logistic system constraints (10.2—10.15), (10.50-10.60). 

Energy system constraints (10.19-10.36), (10.38-10.42), (10.62-10.71). 
Coupling constraints (10.44-10.46). 


which is the final form of proposed coordinated optimization model. 


10.5 Case Studies 


In this section, the proposed model is applied to a typical port integrated energy 
system. It includes 6 shore-side power devices (6 berthing position), 18 available QCs, 
modified 33 electrical buses [35] and modified 7 natural gas nodes [36]. The topology 
of test system is shown in Fig. 10.4. Shore-side power devices, QCs and various 
energy technologies are connected to certain nodes in energy supply networks. 

The electrical network and natural gas network are linked by two GT units and 
two P2Gs. In the electrical network, GT1 (5 MW) and GT2 (5 MW) are installed at 
bus 3 and bus 9, P2G1 (3 MW) and P2G2 (3 MW) are connected to bus 19 and bus 26, 
PV1 (5 MW), PV2 (2.4 MW) and PV3 (2 MW) are linked with bus 5, bus 19 and bus 
26, respectively. There is also an ESS (3 MW) at bus 5. The electricity prices during 
valley (1:00-7:00, 24:00), normal (8:00-10:00, 16:00-18:00, 22:00-23:00) and peak 
(11:00-15:00, 19:00-21:00) hours are 0.13, 0.49, and 0.83¥/kWh respectively. The 
natural gas price is set as 5.41$/kcf. The carbon emission coefficient of ship auxiliary 
engines is set equally as 3.136 kg/MW?h, 537.6 kg/MWh and 23.36 kg/h [13]. The 
carbon emission factors of main grid and gas wells are 712.9 kg/MWh and 64.0 kg/ 
kef. The carbon tax is set to be 6.192$/ton according to Shanghai Emission Trading 
System. 

The operation horizon is set to be 48 h. Three kinds of ships are included: heavy 
ship, medium ship and small ship. The number of containers to be handled is 1500- 
3000 for heavy ships, 800-1500 for medium ships and 200-800 for small ships. The 
number of QCs that can be allocated for each ship is 3—6 for heavy ships, 2-5 for 
medium ships and 1—4 for small ships. The power demand of heavy ships, medium 
ship and small ships are 3 MW, 2 MW and 1 MW respectively. Each QC handle 35 
containers per hour and its power is 0.3 MW. The logistic operating cost coefficients 
in Eq. (10.48) are 0.5, 1 and 1 times of the number of handled containers. 
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Fig. 10.4 Network topologies: a electrical network; b natural gas network 


Four cases are set to demonstrate the advantages of proposed model. Case I is 
designed as an uncoordinated operating mode: the first stage is to minimize logistic 
operating cost F, (48) under logistic operation constraints and obtain the status 
of ships and QCs. The second stage is to minimize energy service cost Fg (49) 
with obtained logistic parameters. Finally evaluate total cost F + Fg. Case II is 
coordinated optimization of PIES using proposed mothed. Cases III and Case IV 
decouple electricity networks and natural gas networks in Cases I and Case II. 

All simulations are implemented by Gorubi 9.10 and Yalmip in MATLAB 2021a 
on a laptop with an 8-core Intel Core i7 processor and 16 GB memory. 
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10.5.1 Case of Sufficient Berths 


In this section, ten arrival ships with fewer containers are considered so berths are not 
congested. Table 10.1 gives the information of 10 arrival ships. Table 10.2 shows the 
optimization results of four cases. Table 10.3 compares the berth allocation of Case 
I and Case II. The advantages of proposed method are analyzed from the following 
two aspects. 


(1) Emission Reduction and Economic Benefits 


In Case I, berths and QCs are pre-allocated. All ships immediately dock at 
preferred berths when arriving at seaport, then leaving as soon as possible. Consid- 
ering that the determination of berth allocation and QC assignment is only under 
logistic transportation constraints without energy operating constraints, some ships 
cannot utilize multiple energy sources because their berthing position mismatches 
the multiple energy supply, e.g., the second ship docks at berth 3 at 3:00 but no PV are 
available at that time interval. Therefore, uncoordinated optimization cannot obtain 


Table 10.1 Parameters of ten arrival ships 


Ship Arrival time (h) Containers (TEU) Preferred berth Type 
1 1 1600 1 Heavy 
2 3 800 3 Medium 
3 6 500 5 Small 
4 10 1050 4 Medium 
5 14 500 6 Small 
6 18 900 3 Medium 
T 22 1750 2 Heavy 
8 25 650 5 Small 
9 30 850 4 Medium 
10 35 450 6 Small 
Table 10.2 Optimization results in four cases 

Case I Case II Case III Case IV 
Berth deviation penalty (k$) 0 0.21 0 0.19 
Berthing cost (k$) 8.94 8.94 8.94 9.94 
Operating cost of GT (k$) 0.39 0.41 0 0 
Electricity purchase (k$) 227 0.37 7.50 4.58 
Natural gas purchase (k$) 4.60 5.03 3.11 3.11 
Emission penalty (k$) 0.55 0.43 0.98 0.98 
Total (k$) 16.75 15.39 20.53 18.79 
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Table 10.3 Berth allocation of ships in two cases 
Ship Actual berth Anchoring time (h) Docking time (h) 
Case I Case II Case I Case II Case I Case II 
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the optimal dispatching schemes of LS and ES. The carbon emission and total costs 
are higher than Case II. 

In Case II, the emission penalty and total costs reduce by 21.82% and 8.12% 
compared with Case I. This reduction is at the expense of berth deviation penalty. 
The second ship deviates from preferred berth 3 to berth 4 linked with GT unit, so the 
electricity purchased from main grid is replaced by cheaper natural gas. The fourth 
and the sixth ship arrive at seaport during the day when PV sources are available. 
Under coordination, the fourth ship deviates from berth 4 to berth 2 in order to use 
PV sources. The sixth ship deviates from berth 3 and docks at berth 1 because berth 
1 links to the child bus of PV 1 that has higher capacity, so that more PV sources can 
be used if the sixth ship docks at berth 1. Overall, in the case of sufficient berths, 
coordinated optimization changes the spatial distribution of ship load. The loads are 
matched with the energy supply under logistic-energy dual constraints. As a result, 
energy purchase and carbon emission reduce. 

Figure 10.5 compares the electricity balance of Case I and Case II. In Case I, 
surplus PV sources and cheaper natural gas are not fully utilized by ships and QCs. 
More electricity is purchased from main grid to support ships and QCs, while extra 
PV generation is transformed to natural gas via P2G to support natural gas loads. So 
that the energy service costs of Case I is higher than Case II. In Case II, the logistic 
operating costs slightly increase from 8.94 to 9.15 k$, while total energy service costs 
significantly decrease from 7.81 to 6.24 k$. Although some ships deviate from their 
preferred berths, the increase of berth deviation penalty is negligible compared with 
the decline of energy service costs. The reduction of electricity purchase is mainly due 
to the temporal-spatial match between ships/QCs loads and energy supply, which can 
deliver more photovoltaic and natural gas to ships and QCS to replace the expensive 
electricity of the main grid. 

As for Case III and Case IV, both logistic operating and energy service costs 
increase compared with Case I and Case II. Due to the lack of support from the 
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Fig. 10.5 Electricity balance in the coupled systems, a Case I; b Case II 


natural gas network, seaports have to purchase expensive electricity from main grid 
to meet power demands, causing higher energy purchase costs. In addition, electricity 
price and PV generation become the main influencing factors of berth allocation and 
QC assignment. Some ships anchor to wait after arriving at seaports, and begin to 
dock when PV generation becomes larger or electricity price is relatively low, causing 
more berthing costs compared with Case I and Case II. 


(2) Sensitivity Analysis 


10.5 Case Studies 243 


The advantages of proposed coordinated optimization strategy may be affected by 
various parameters. A sensitivity analysis is performed on per-unit logistic operating 
costs and natural gas price to show the impact on total costs and operational decisions. 

The per-unit logistic operating cost is set to be 10%, 50%, 100%, 150% and 
200% of reference value in Case II. The results are shown in Tables 10.4 and 10.5 
and Fig. 10.6. With the increasing of per-unit logistic operating cost, the economic 
benefits become less effective. Ships are more reluctant to change their preferred berth 
and try to minimize the sum of anchoring and docking time. Therefore, the results 
of Case I and Case II become more similar. In the cases of lower per-unit logistic 
operating cost (i.e., 10% and 50%), the logistic operating cost is negligible compared 
with energy service costs. Ships are more willing to deviate from preferred berths 
and adjust berthing time (see Table 10.4) in order to use multiple energy sources to 
reduce energy service costs. In this case, the operational decisions mainly depend on 
energy systems. 

The natural gas price is set as 50%, 200% and 500% of reference value in Case 
II. Tables 10.6 and 10.7 show the results of berth allocation. With the decrease of 
natural gas price, the economic benefits become more obvious as Fig. 10.7 shows. 
This because when the price of natural gas become lower, the purchase cost of natural 
gas is closer to renewable energy (free to use). Ships are more willing to dock at berths 
that linked with GT units. When the price of natural gas reaches a certain high level, 
it is no longer an economical way to replace electricity with natural gas. As a result, 
in the case of 200% of natural gas, only the ninth ship docks at berth 4 that connected 
with child bus of GT unit, while there are three ships dock at berth 4 in the case of 
50% natural gas price. The second and fourth ships dock at the berth 4 in the case 
of 50% natural gas price. However, the two ships dock at berth 3 and berth 2 when 
the price increase to 200%. When the price increases to 500%, only the nineth ship 
docks at berth 4 and is supported by natural gas. The other ships dock at other berths 


Table 10.4 Berthing time of different per-unit logistic operating cost coefficients 


Ship Anchoring time (h) Docking time (h) 
10% 50% 150% 10% 50% 150% 
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Table 10.5 Berthing position of different per-unit logistic operating cost coefficients 


Ship Actual berth 
10% 50% 150% 200% 

1 1 1 1 1 
2 4 4 3 3 
3 5 5 5 5 
4 2 2 2 4 
5 1 6 6 6 
6 4 1 1 1 
7 1 2 2 2 
8 6 5 3 5 
9 2 1 1 4 
10 6 6 6 6 


Fig. 10.6 Cost analysis 
under different per-unit [E] Logistic operating cost 
logistic operating costs. 5} MBB Energy service cost 4 
Every two slacks grouped 
together in each column 


represent the correlated costs N 
in Case I and Case II, = J 
respectively. The percentage 8 
on the top of each stack o 

l } -17.31% ] 
group is the ratio of total cost y 
reduction 
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Permit logistic operating cost (%) 


and are supplied by PV or electricity from power grid. In addition, berthing time 
is also influenced by natural gas price. The sixth ship anchors for four hours after 
arriving at seaport and begins to dock at 22:00 when the electricity price is low. 

Figure 10.8 shows the energy supply structure in the cases of different natural 
gas price. When natural gas price is relatively low, the electrical loads are mainly 
supported by natural gas (67.53%) and PV (29.50%), while electricity from main 
grid only accounts for 2.96%. With the increase of natural gas price, the percentage 
of GT decreases significantly to 26.10% and the main grid increase to 41.94%. In 
the case of 500%, the natural gas is more expensive than electricity. 71.82% of the 
electricity supply comes from the main grid, and the proportion of gas turbines is 
negligible. 

From the above discussion, the per-unit logistic operating cost and natural gas 
price have an obvious impact on operational decisions. 
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Table 10.6 Berthing time of different natural gas price 
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Table 10.7 Berthing position 
of different natural gas price 


Fig. 10.7 Cost analysis 
under different natural gas 
price. Every two slacks 
grouped together in each 
column represent the 
correlated costs in Case I and 
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Fig. 10.8 The energy supply 400 T 
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10.5.2 Case of Berth Congestion 


This section focuses on the advantages of coordinated optimization in the case of 
berth congestion. Fifteen arrival ships with more containers are considered and the 
parameters of ships are shown in Table 10.8. The optimization results are given in 
Table 10.9, Figs. 10.9 and 10.10. 

Figure 10.9 shows the results of berth allocation in Case I and Case II. In Case 
II, the fourteenth and the eighth ships dock at berth 1 in order to utilize cheaper 
natural gas. The berth deviation of the fourteenth ship makes berth 3 available, so 
that the six ship can begin to dock at berth 3 earlier than Case I to reduce anchoring 
costs. In this case, the berth deviation penalty of the fourteenth and the eighth ships 


Table 10.8 Parameters of fifteen arrival ships 


Ship Arrival time (h) Containers (TEU) Preferred berth Type 

1 1 2900 1 Heavy 

2 3 1500 3 Medium 
3 6 1200 3 Medium 
4 10 1400 4 Medium 
5 14 800 6 Small 

6 18 1250 3 Medium 
7 22 2750 2 Heavy 

8 25 700 5 Small 

9 30 1350 4 Medium 
10 35 650 6 Small 

11 2 2750 1 Heavy 
12 4 1250 4 Medium 
13 3 800 5 Small 

14 11 1450 3 Medium 
15 13 750 6 Small 
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Table 10.9 Optimization 
results under berth congestion Casel Cael 
Average anchoring time (hour) 3.27 2.93 
Average docking time (hour) 9.20 9.13 
Logistic operating cost (k$) 44.59 45.40 
Energy service cost (k$) 16.10 13.23 
Total cost (k$) 60.69 58.63 
6 
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Fig. 10.9 The berthing time and position of ships: a Case I; b Case II. The red box represents the 
difference of Case II from Case I 
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Fig. 10.10 Anchoring and docking time of the fifteen ships. The left-side bar represents the result 
of Case I and the right-side bar corresponds to Case II. The number above the bar is the berthing 
position of ships 


is negligible compared with the reduction of energy purchase and anchoring time 
cost. For the fourth and the fifteenth ships, although the anchoring time of the two 
ships has increased by 1 h, the decrease of docking costs is more than the increase of 
anchoring costs. Similarly, the anchoring and docking time of the fifth ship increase 
because of less available QCs. But this ship deviates to berth 5 in order to reduce 
energy purchase cost. 

It is worth mentioning that ships with higher power demands have higher priority 
to dock at berths that connect with more energy supply. For example, the third ship 
deviates from berth 1 to berth 5 and gives berth 1 to the fourteenth ship. This is 
because the fourteenth ship consumes more energy than the third ship and there 
is more energy supply at berth 1. Therefore, it is more economical to arrange the 
fourteenth at berth 1. As a result, higher power load from the fourteenth ship is 
supported by PV and natural gas, thereby reducing electricity purchase. 

As for transportation efficiency, most of ships in Case II have the same or less 
anchoring and docking time in Case I (see Fig. 10.10). The average anchoring and 
docking time in Case II decrease by 0.34 and 0.07 h respectively compared with 
Case I. The increase of logistic operating cost is mainly caused by berth deviation 
penalty. Although some ships leave the seaports later than Case I, from an overall 
point of view, transportation efficiency is slightly affected. Therefore, even in the 
case of berth congestion, the proposed coordination optimization method can reduce 
total cost through changing berthing position/time of ships and the status of QCs, 
while ensuring transportation efficiency. 
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Chapter 11 A) 
Joint Scheduling of Power Flow cenet 
and Berth Allocation in Port Microgrids 


11.1 Introduction 


As mentioned in the last chapter, the maritime transportation accounted for almost 
90% world’s trades [1]. However, due to the high reliance on fossil fuels, the ship- 
ping industry has caused enormous gas emission and correspondingly made ports 
one of the major sources of shipping-related air pollution in recent decade [2, 3]. 
To solve the urgent environmental problems, the Marine Environment Protection 
Committee implemented an ambitious emissions reduction mission in 2018, targeting 
a 50-70% reduction in greenhouse gas emissions from the shipping industry by 
2050 [4]. Under this context, maritime electrification technologies, including renew- 
able energy-based seaport microgrids and all-electric ships, come into existence and 
become an inevitable trend toward sustainable development of seaports. 

Conventionally, seaports only provide logistic services to berthing ships, including 
berth allocation [5-7] and quay crane (QC) assignment for handling cargos on ships 
[8—10], which are the emphasis of most existing literatures in maritime community. 
However, these studies only focus on transportation efficiency while completely 
ignoring energy management associated with these industrial processes. As a results, 
seaports consume a large amount of fossil energy, leading to noise and air pollutions 
on the harbor territory. 

To reduce gas emission within harbor territory, seaport microgrids become a 
representative and promising technology toward future sustainable maritime trans- 
portation [11]. With the development of green technologies, many measures have 
been implemented in seaports recently. For example, cold-ironing technology can 
provide onshore electrical power to berthing ships [12]. Ships are powered by onshore 
electricity while completely shutting down auxiliary diesel generators. Besides, 
electricity-driven equipment [13], renewable energy [14], and integrated energy 
system [15, 16], have also be applied into seaports. In this sense, the connections 
between the seaport and ships are no longer limited in logistic-side, but also expanded 
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to electric-side [17]. Better energy management strategies should be implemented in 
future seaports to improve energy efficiency and economic benefits. 

Last decades have witnessed many results on seaport energy management. Liter- 
ature [18] achieved the demand response of port reefers through adjusting their 
charging time. Literature [19] optimized the energy absorptions of port cranes in an 
evaluated drive system. They also shaved the peak power demands of port cranes 
by installing ultracapacitors and flywheels into port cranes [20]. In Literature [21- 
24], a multiagent-based hierarchical framework was proposed to optimize a large 
number of port flexible loads. Various power loads, including electric vehicles, 
reefers and all electric ship (AES), are aggregated into upper-level agents. Such 
method reduces the scale of optimization model, thereby enhancing the efficiency 
of seaport energy management. Although the above studies have made remarkable 
progresses in seaport energy management, most of them only optimized the curve 
of power demands that given in advance. The most distinctive features of seaports 
(e.g., berth allocation) are completely ignored. 

In fact, since the power load distributions of AESs and QCs totally depend on 
berth allocation schemes, the berth allocation process has a significant impact on 
the power dispatch of microgrids. Therefore, the interdependency between berth 
allocation and the power dispatch should be considered in seaport microgrid opera- 
tions. However, there is a limited number of existing studies on this topic. Literature 
[17] conceptually proposed the benefits of the coordination between berth alloca- 
tion and power dispatch. Literature [25] optimized the electric and thermal demands 
of port integrated energy systems by considering flexible berth allocation, which 
provided adequate flexibility to facilitate port operation. Literature [26] adjusted 
ship’s berthing duration and the number of assigned cranes to reduce the operational 
costs of seaport microgrids under uncertain renewable generation. 

Although the above literature has initially explored this area, and some of them 
considered the uncertainty of renewable energy generation, the impact of uncertainty 
from berth allocation, e.g., AES arrival time, on the seaport microgrid operations has 
not been fully discussed. In fact, the uncertain AES arrival directly affects berth allo- 
cation, and thus having an impact on power load distribution and power dispatch of 
seaport microgrids. Moreover, in literatures [25, 26], the berthing duration of AES are 
determined day-ahead. However, the uncertainty of AES arrival is revealed intra-day. 
The day-ahead decisions may be infeasible when actual arrival time of AES is later 
than planned berthing start time. From this perspective, considering the uncertainty 
of AES arrival is crucial for the operation of seaport microgrid. Besides, since the 
benefits of coordination between power dispatch and berth allocation highly depends 
on the available renewable generation [26], the uncertain renewable generation will 
also influence berth allocation process in turn. Therefore, the multiple uncertainties 
of both AES arrival and renewable generation will simultaneously post challenges 
on the operation of seaport microgrids, and thus should be considered comprehen- 
sively. However, to our best knowledge, there is no existing literatures considering 
this issue. 

Based on the above discussion, it can be found that there may lack a coordination 
between berth allocation and power dispatch in seaport microgrids considering the 
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multiple uncertainties of AES arrival and renewable generation. To fill the existing 
research gaps, this chapter proposes an optimal joint scheduling strategy to coordinate 
power dispatch and berth allocation in a uniform framework under the mentioned 
multiple uncertainties. 


11.2 Deterministic Joint Scheduling Model 


11.2.1 Problem Description 


This study aims to jointly schedule berth allocation process of AES and the power 
dispatch of green port microgrids to improve energy efficiency and economic bene- 
fits. Figure 11.1 illustrates a typical structure of port microgrids. On the shore-side, 
a renewable energy-based microgrid combining onsite photovoltaic (PV), battery 
energy storage system (BESS), dispatchable distributed generator (DG) and substa- 
tion connecting to the main grid provides electricity for power loads on both shore- 
side and ship-side. On the ship-side, AESs anchor to wait firstly when arrive the 
seaport. Then the seaport allocates berths to the anchoring AESs. At the same time, 
certain number of QCs are assigned for berthing AESs for cargo handling tasks. 

Due to the application of cold-ironing and electrification technologies into 
seaports, AESs and QCs are both supported by onshore electricity. The berth alloca- 
tion schemes will have a significant impact on the power load distribution of AESs 
and QCs, thereby influencing the power flow of shore-side microgrids. However, 
the objective of shore-side microgrids is to minimize electricity supply costs, while 
the ship-side aims to minimize the total services time of AESs. The two different 
objectives may conflict with each other due to the mutual impact between shore- 
side and ship-side. Therefore, the berth allocation and the power dispatch should be 
implemented in a coordinated framework to achieve a better synergy and trade-off 
between electricity supply costs and AES service efficiency. 
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Fig. 11.1 Schematic diagram of port microgrids 
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The coordination between berth allocation and power dispatch is executed by 
seaport control center shown in Fig. 11.1. The microgrid determines unit commitment 
of DGs, charging and discharging power of BESS, power output of PV array and 
power flow in electrical networks. The decisions of ship-side includes the berthing 
position and duration of each AES, and the number of QCs assigned for each AES 
at each time slot. By jointly optimizing the decisions of microgrids and ship-side 
under the uniform management of seaport control center, an optimal joint scheduling 
scheme that can achieve the balance between electricity supply costs and AESs 
service efficiency can be obtained. 


11.2.2 Objective Function 


The objective of ship-side is to minimize the total service time of AES, which is 
measured differently from the electricity supply costs of microgrids. To compare the 
benefits between power dispatch and berth allocation, berthing related cost coeffi- 
cients are introduced to convert service time of AES into economic costs. Then, the 
objective function of deterministic joint optimization model can be formulated to 
minimize the total costs of microgrid operations and AES berth allocation services 
as follows: 
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= ete +g, “phd +heo 
+ ) les )+ esl —t)] 
ses 


where T, S, Npg are the set of dispatch period, AESs and DG units, t is the indice of 
time slot, g is the indice of DG unit, s is the indice of AES, ug is the binary variable 
indicating whether DG unit g start-up, vg, is the binary variable indicating whether 
DG unit g shut-down. $,” and se f are the start-up/shut-down cost of DG unit g 
respectively. c*’”" is the unit purchasing price of electricity from the grid, P$”? is 
the purchased electricity from the grid, PP, C is the power output A DG unit g, hg 2, 
hg, and hg o are the generation cost cee seat of DG unit g, c Ce are the cost 
coefficients related to anchoring and berthing of AES respectively, t? is the arrival 
time of AES s, t? is the berthing start time of AES s, tf is the end of berthing time 
of AESs. 

The first and second terms are electricity supply costs of microgrids, which 
includes the start-up and shut-down cost of dispatchable DGs, electricity purchase 
cost from the main grid, and generation cost of dispatchable DGs. The third term is 
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the equivalent economic costs of AES berth allocation services, which includes the 
waiting and berthing costs of AES. 


11.2.3 Constraints 


1. Modeling of Ship-Side 
(1) Berth Allocation of AES 


The berth allocation aims to determine the berthing position and berthing duration 
of each AES. Conventionally, berth allocation process is formulated by a binary 
variable @psx that represents the berthing status of ships [27]. The binary variable 
Ppsk is indexed by berthing position b, ship number s, and service order k, meaning 
that ship s is served at berth b as the kth ship if gps. = 1. Such model formulation 
is applicable in terms of independent berth allocation problems. However, since the 
binary variable @p<_ is irreverent to time slot t, the power demands of AES at each 
time slot cannot be expressed by the binary variable @psx. Therefore, if adopting 
the traditional AES service order-based model, berth allocation and power dispatch 
cannot be operated in a uniform time scale. 

To establish the bridge between berth allocation and power dispatch, we improve 
the traditional AES service order-based berth allocation model by replacing the 
binary variable gps, with a new time-indexed binary variable gps. The binary variable 
Pvst represents ship s is served at berth b at time slot t if gp, = 1. In this way, the 
power demands of AES can be expressed mathematically. Meanwhile, the time- 
indexed model can still formulate the process of berth allocation. Therefore, the 
time-index model mathematically couples berth allocation and power dispatch. The 
time-indexed berth allocation model is formulated as follows: 

Firstly, the binary variable pss is a binary variable indicating if AES s is served 
at berth b at timeslot t, which is associated with berthing position B,, berthing start 
time 7°, and berthing end time tt by Eq. (11.2): 


Vs (11.2) 


_ fl ifb= B, andre (2, 14) 
Pbst =) O otherwise i 


Equation (11.2) can be linearized by big-M method as follows: 


DYbst < B,, Vb, St (11.3) 


boos: + ML — Xost) = Bs, Vb,s,t (11.4) 


tPpst S 12,5, Vb, Sit (11.5) 
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tbs + M(1 — Gos) = 12, Yb,s,t (11.6) 
Ge tl, Vs (11.7) 
beB teT 


where B is the set of berths. 

Constraints (11.3) and (11.4) ensure that the AES cannot change its berthing 
position once it starts berthing. Constraints (11.5) and (11.6) ensure that the binary 
variable pst is equal to 1 only when the AES s is served at berth. 


t <t, Ys (11.8) 
Pela ae, Ys (11.9) 
1< B, < Bmax Vs (11.10) 
2 Pe Sl, Vst (11.11) 
XL Pe S 1, Vb,t (11.12) 


where plates is the latest departure time of AES s, Bmax is the number of available 
berths. 

Constraints (11.8) and (11.9) present the relationship between arrival time, 
berthing start time, and departure time. The berthing start time should be greater 
than or equal to arrival time. The berthing end time should be greater than berthing 
start time and less than or equal to latest departure time. Constraint (11.10) limits the 
berthing position of each AES within an allowable range. Constraint (11.11) ensures 
that each AES can only be assigned to one berth, and constraint (11.12) restricts that 
each berth can only serve at most one AES at a time. 


(2) QC Assignment for AES 


In berth allocation process, the actual berthing duration of AES relies on the cargo 
handling speed, which depends on the number of assigned QCs for each AES. The 
QCs assignment schemes not only directly influence the berthing duration of AES, 
but also have an impact on the power demands of QCs. Therefore, the QC assign- 
ment should also be considered in berth allocation process, which are formulated as 
follows: 


2 Ogs < L, Vq, t (11.13) 
se 
Qs = Di @gsr, VS,t (11.14) 


qeQ 
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X On < Q™, Vt (11.15) 
seS 
Ont Y Post < Qs < OD Qos, Vs,t (11.16) 
beB beB 
> nOs => TEUs, Vs,t (11.17) 
t 


where Q is the set of QCs, wœgsr is the binary variable to indicate if QC q is serving 
AES, @ 5; equals to 1 when the QC q serves for the AES s at time slot t. Q,; is the 
number of QCs serving for AES s at time slot t£, Q™* is the number of available QCs, 
g™ and Q™* is the minimum and maximum number of QC hat can be assigned 
for AES, n is the cargo handling efficiency of QC, T EU, is the number of carges on 
AES s. 

Constraint (11.13) ensures that each QC can serve for at most one AES at each time 
slot. The number of assigned QCs for AES s is calculated by Eq. (11.14). Constraint 
(11.15) presents that the total number of working QCs cannot be larger than the total 
number of available QCs. Each AES has the minimum and maximum number of QCs 
that can be assigned, which is presented as constraint (11.16). Constraint (11.17) 
ensures that enough QCs should be assigned for AES to finish cargo handling tasks 
before AES departs the seaport. 

(3) Power demands of AES and QC. 


Based on the binary variables Øpst and w,s;, the power demands of AES Pe S and 


QC pe at electrical bus i at time slot ż can be formulated respectively as follows: 


PAs = D Pr PES, b er(i) (11.18) 
sE 
Cc 
PS = E E ears (11.19) 
qeP(i) seS 


where T (i) and ®(Z) are the set of berths and QCs that are linked with the electrical 
bus i, PAES and Pe are the rated power demands of AES s and QC q. 

It can be found that the power demands of AES and QC should be restricted 
by berth allocation and QC assignment constraints since they are formulated by the 
binary variables psk and wqst. Meanwhile, AES and QC are the power loads of micro- 
grids, thus they should also be limited by operational constraints of microgrids. From 
this perspective, Eqs. (11.18) and (11.19) establish the interface between microgrids 
and ship-side. 


2. Modeling of Microgrids 
(1) Power Flow Balance 


The electrical network of seaport microgrids operates a radial network. The SOC- 
based DistFlow model [28] is employed to represent power flows in seaport 
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microgrids: 

cup Pija + Pit — Tijiija = ox Pika + Pj, (11.20) 
È Qija + OF, — xijija = D Qjra + QF, (11.21) 

icI(j) ke@(j) 
Uja = Uis — (rij Pije + xij Qija) + (3 na x} Jinja (11.22) 
2Pijt2Qij tlije — Vinr < lijt + Vis (11.23) 
ija < iR, UPP < Uj, < UPR (11.24) 
Pin = PRE 4 pis 4 ppe (11.25) 
PL, = Pa, + PH + PAES + PEO#(1.26) (11.26) 


where ITI(j) and @(j) are the sets of upstream/downstream buses of bus j, P;;,, and 
Qj;,, are the active and reactive power flow from bus / to j at time slot ¢, similarly, P;’, 


and ov, are the injected active/reactive power of bus j at time slot t, Pj, and Q jx; 
are the active and reactive power flow from bus j to k at time slot t. r;; and x;; are 
the resistance and inductance of the line ij, P ee and Q} , are the active and reactive 
power of the load at bus j at time slot ¢, i;;,; is the amplitude square of current from 
bus i to j, U;,; is the voltage at bus i at time slot ¢, i neg is the maximum current allowed 
for line ij at time slot t, U bra and U7" are the lower and upper bound of voltage of 
P ne, Pa. 
QC of bus j at time slot t, pris and Pe are the discharging/charging power of BESS, 
P is the conventional load power of bus j at time slot t. 

Constraints (11.20) and (11.21) present the nodal active and reactive power 
balance. The line power flow P;;, = PS"? and Q; p= grid if j is the substation 
bus. Constraints (11.22) presents the voltage drop at each electrical bus. Constraints 
(11.23) is the SOC relaxation of the limit Pe + 0}. = iij tUi r. Constraint (11.24) 
imposes bounds on line currents and nodal voltages. Constraints (11.25) and (11.26) 
show the nodal power injections and loads, where AES and QC are regarded as the 


part of nodal power loads. 


bus j at time slot t, P a are the power of renewable generation, DG and 


(2) Energy Technologies 


Energy technologies, including dispatchable DG units, BESS and renewable gener- 
ators, are implemented in seaport microgrids. The operational constraints of these 
devices are presented as follows: 
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Loh a PPO 27 pa (11.27) 
ape < PPG — PPE, < UP (11.28) 
t—1 
re (126 — 1PS,) + D tear 20 (11.29) 
rotor" 
off ( ;DG DG = 
Tg (er 15 lga ) + È dae 0 (11.30) 
cate 
lige + Vet = lgt — leti (11.31) 
Uet tvg <l (11.32) 
SOCIS soci + n PE — Ee (11.33) 
SUG 2s0C < F OCPESS (11.34) 
pi p < PË < Piia (11.35) 
Pan (11.36) 


where J, , is the binary variable indicating whether DG unit g is on, P™ and a 
are the lower and upper bound of power of DG unit g, De" and U;"™ are the ramp-up/ 


ramp down limit of DG unit g, Ty” and Tg off are the minimum up/down time of DG 
unit g, SOCBFSS is the SOC of the BESS at time slot t, SOCe min, and SOCBES® ar 


the lower and upper bound of the SOC of the BESS, 7°" and ns are the ow 
discharging efficiency of the BESS, P°”", P2! are the charging/discharging power 


et? e,t 
of the BESS e at time slot t, P” in, P% a are the lower and upper bound of the 


e, min? e,max 


charging power of the BESS, piis and piis ax are the lower and upper bound of the 


discharging power of the BESS, PRE | is the power output of the renewable generator 


r at time slot £, PA”™™ 


generator r at time slot t. 

Constraint (11.27) imposes the lower and upper bound on the power output of DG 
unit. Constraint (11.28) presents the up and down ramp limit. Constraints (11.29) 
and (11.30) limit the minimum up- and down-time of DG unit. Constraints (11.31) 
and (11.32) present the logical relation between the binary variables that indicate 
whether DG unit is on, start-up and shut-down. Constraints (11.33-11.35) present 
the operational restrictions of BESS, which include the limits of charging status 


is the upper limit of the power output of the renewable 
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(11.33 and 11.34) and charging/discharging power (11.35). Constraint (11.36) limits 
the available renewable generation. 


11.3 DRO-Based Joint Scheduling Model Under Multiple 
Uncertainties 


11.3.1 Joint Scheduling Framework 


In Sect. 11.2, the deterministic joint optimization model is formulated with objective 
function and operational constraints. To hedge with the multiple uncertainties from 
both AES arrival and renewable energy output, this section proposes a two-stage 
joint scheduling model based on DRO approach for seaport microgrids. 

Different from traditional power load uncertainty that is revealed in the second 
stage and influences the decisions of the second stage, the uncertainty of AES arrival 
time is revealed in the second stage but influences the berthing allocation decision 
in the first stage. Specifically, in literature [25, 26], the berth allocation decision is 
determined in the first stage, ignoring the uncertainty of AES arrival time. However, 
the day-ahead berth allocation schemes may become infeasible if actual arrival time 
is later than planned berthing start time. 

To this end, a novel two-stage joint scheduling framework is proposed as Fig. 11.2 
shows. The berthing position of AES and the unit commitment of dispatchable DGs 
are determined in the first stage. The berthing start and departure time of AES, the 
power dispatch of microgrids and the QC assignment schemes are adjusted according 
to the actual AES arrival and renewable generations observed in the second stage. In 
this way, the feasibility of berth allocation scheme can be guaranteed regardless of 
future uncertainty realizations. 


11.3.2 Two-Stage Joint Scheduling Model Based on DRO 
Method 


(1) Ambiguity Set Construction 


In this section, data-driven distributionally robust approaches are adopted to describe 
the uncertainties. In literatures, the probability distribution is generally established 
based on moment [29], Wasserstein metric [30] and so on. The moment and Wasser- 
stein metric-based method will lead to a semi-infinite subproblem in the second 
stage, thus strong dual theory is required for model solution. However, in this study, 
various binary and integer variables are included in berth allocation and QC assign- 
ment model, which does not meet strong dual theory and cannot directly adopt the 
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First Stage: Optimal berthing position of AESs and unit 
commitment of DGs 


Objective. Minimizing start up/shut down costs of DG units 


Subject to: Berthing position and unit commitment constraints 


Realization of multiple 
uncertainties 
Second Stage: Optimal berthing duration of AESs, QC 
assignment and power dispatch of microgrids 


Objective: Minimizing berthing costs of AES and electricity 
supply costs of microgrids 


Subject to: Berthing duration, QC assignment, power flow and 
device operation constrains 


Fig. 11.2 The proposed two-stage joint scheduling framework 


moment and Wasserstein metric-based method. To this end, a discrete scenarios- 
based DRO method [31] is adopted to modeling the multiple uncertainties. The 
subproblem in each scenario is independent to the scene probability distribution and 
thus can be solved independently without complex transformation. 

Based on the historical data samples K, typical scenarios set N are obtained. The 
historical data includes renewable energy output and the difference between actual 
and estimated arrival time at each historical AES visiting. Then, the arrival time of 
AES in each typical scenario is calculated as the sum of estimated arrival time t®® 
in the next operational day and the historical data of arrival time deviation Atf, i.e., 
t= the + Ate, 

Theoretically, the probability distribution of independent scenarios can be any 
value. However, to make the scene probability distribution more appropriate to the 
actual data, a probability distribution set is constructed based on the initial probability 
value of each scenario. It includes the 1-norm and oo-norm constraints: 


Pn >0,n=1,2,...,N 


N 
n =1 
Q= l {pp} uP (11.37) 
Pn 7 p°; < A; 
Pn — Pre £ Boe 


where p? is the nominal probability distribution obtained from the historical data, 
Pn is the probability distribution, 8; and 6, are the allowable deviation limit of 
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possibility. They are relevant with the confidence of scenario probability a; and as: 


a= Sartre 
by th a (11.38) 
e r a Zao 


(2) DRO Model Construction 


The proposed two-stage joint scheduling model intends to minimize the total costs 
of both microgrid operations and AES services under the worst-case probability 
distribution. The objective function (11.1) is rewritten as follows: 


min Fi + pee 3 (ont min F! t) (11.39) 


yn€Y 


where x = {Bs, Int, Ugt, Vet} are the decision variables of the first stage, and F; is 
the first stage costs shown as follows: 


=} 2 (ueus + oasi) (11.40) 


teT gENpG 


The second stage determines the berthing duration of each AES, the QC assign- 
ment schemes and the power dispatch of microgrids. The decision variables of the 
second stage are represented by variable y. The operational costs of the second stage 
in each scenario is stated as follows: 


NpG 
ri ri 2 
Fo = Do] PP +S hig ( PRS)’ + he PPS + heo] 


teT g=l 
+) [er (e = 1?) + eb (td — 1)] (11.41) 
ses 


The above model is written in compact form as follows: 


N 
P blyn +7 & 11.42 
mina x + max Y (p min( TAO) (iaa 
s.t. 
Ax < dı 
= 11.43 
P =d ( ) 


Bx+Cy, <e (11.44) 
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Doy, = fr (11.45) 
| Dsyn + flh < Day, + fa 


Ey, + Fé, <g (11.46) 


where A,, A2, B, C, Dı—D; are the constant matrixes, &, = [arg Bee is 


Sn? ~ r,tn 


arrival time deviation of AES and available renewable generation in scenario n. 


11.3.3 Solution Methodology 


The proposed two-stage joint scheduling model can be solved by Column and 
Constraint Generation (C&CG) algorithm, and decomposed into main problem (MP) 
and subproblem (SP) as follows. 

MP finds the decisions of the first stage under a given worst-case probability 
distribution: 


min a’x+W 
xeX,W (11.47) 
y EY (x, &,) 


s.t. 

N 
W> Y (pP (by? +76,)) (11.48) 

n=1 

Aix <d, 

11.49 
| Ax = dy ( ) 
Bx +Cy” <e (11.50) 


Diy < fy, 
Doy = f, (11.51) 
|| Dax? + fal, < Day? + fa 


Ey) + F&,<g (11.52) 


where / represents the current iteration number, y and p” are second stage variables 
and worst-case distribution at 1"" iteration. 

SP finds the worst-case-scenario distribution according to the first stage decision 
variables x“ obtained in the MP: 
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N 
W(x*) = max > (n min (by, + or) 1.3 (11.53) 
Pn€EQ n=] YnEY (x*,8,) 
s.t. 
Bx* + Cy, <e (11.54) 
Diy, < fi 
Dry, = fr (11.55) 


[Dyn + fall, < Day, + fa 
Ey, + FE, <8 (11.56) 


Then, the worst-case distribution can be easily obtained by solving the following 
optimization model. 


N 
W(x*) = max )/ Pn(b" y* + cE) (11.57) 
n=1 


Pn€ 


Based on the above MP and SP, the C&CG algorithm can be implemented by the 
following steps: 


Step 1: Set initial value of the worst-case distribution pp, lower bound LB = —o, 
upper bound U B = +00, iteration number / = 0, convergence criterion £. 


Step 2: Solve the MP and obtain the optimal decisions of the first stage x" under the 
given worst-case distribution p®. Update LB“*!) = max(LB, W*). 


Step 3: Solve the inner minimization problem in SP based on the obtained x“ and 
obtain the optimal value b” y% +c7&, of each scenario. Based on that, the worst- 
case distribution p“* can be obtained by solving the optimization problem. Update 
UB) = max(U BO, W*(x*)). 

Step 4: Terminate the solution if the convergence criterion U B“+!) —LB“+) < e 
is satisfied. Otherwise, generate variable ytd and constraints to the MP. Set / = / 
+ 1 and repeat the above steps until the convergence criterion is satisfied 


W > E (piP (Tyit +078,)) 


Tae + cy) <e 
Diy) <fi (11.58) 
Day = f, 
|| Dax? + fala < Day? + fa 
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11.4 Case Studies 


11.4.1 Case Description 


The effectiveness of the proposed model is verified through numerical experiments 
on a modified IEEE-33 bus seaport microgrids shown in Fig. 11.3. The operation 
horizon is 48 h. There are 6 berths, 12 deployable QCs, 2 dispatchable DG units, 2 PV 
units and | BESS. The parameters of these devices are shown in Table 11.1. Ten ships 
are considered in the operational days. The parameters of the ten ships are shown in 
Table 11.2. Each QC can handle 35 TEU cargo per hour and its rated power demand 
is 0.3 MW. The electricity purchase price of main grid during valley (1:00-7:00, 
24:00), normal (8:00-10:00, 16:00-18:00, 22:00-23:00) and peak (11:00-15:00, 
19:00-21:00) hours are 0.067, 0.139, and 0.216$/kWh respectively. The berthing 
related cost coefficient cW and c? in Eq. (11.1) are set as 15.6$/h. The number of the 
number of historical data samples K is 100, the number of independent scenarios N is 
10, and the confidence levels a; and a,, are 0.2 and 0.5. The uncertainty realizations 
of AES arrival and PV generation in the second stage are shown in Table 11.2 and 
Fig. 11.4 respectively. 

Three cases are set to demonstrate the advantages of proposed model: 

Case I: Two-stage non-joint scheduling model considering multiple uncertainties, 
where the berth allocation of AES and the QC assignment are determined indepen- 
dently under AES arrival uncertainty according to berth allocation and QC assign- 
ment constraints. Then power dispatch of microgrid is determined under renew- 
able energy uncertainty based on the obtained berth allocation and QC assignment 
schemes. 

Case II: Two-stage joint scheduling model without considering AES arrival uncer- 
tainty. The berthing position and berthing duration of AES, and the unit commit- 
ment of DG units are determined in the first stage. The QC assignment and the 
power dispatch of microgrids are decided in the second stage based on uncertainty 
realizations. 
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Fig. 11.3 The topology of 33 bus-based seaport microgrid 
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Table 11.1 Parameters of devices 


Device Parameter Value Electrical bus 
PV 1/2/3 Capacity (MWh) 3 3/9/26 
DG 1/2 Power output limit (MW) [0.5, 5] 6/19 
Ramp limit 2.5 
Minimum up/down time (h) 2 
BESS Capacity (MWh) 5 3 
Charging/discharging power limit (MW) 1.25 
Charging/discharging efficiency 0.95 
Limit of SOC [0.2, 0.8] 


Table 11.2 Parameters of the ten ships 


Ship | Forecast arrival time (h) | Actual arrival time (h) | Latest departure time | Cargo (TEU) 
(h) 
1 1 3 12 750 
2 3 5 15 800 
3 4 17 550 
4 10 12 21 750 
5 14 17 27 500 
6 18 14 35 800 
7 22 16 37 750 
8 25 28 40 650 
9 30 34 45 550 
10 35 30 48 450 
Output of PV 1-3 
2.5 + 3 


N 
T 


Power (MW) 


0 1 
0 10 20 30 40 50 
Time (h) 


Fig. 11.4 The uncertainty realization of PV output 
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Case III: The proposed two-stage joint scheduling model, considering multiple 
uncertainties. The berthing position of AES and the unit commitment of DG units are 
determined in the first stage. The berthing duration of AES, QC assignment and the 
power dispatch of microgrids are decided in the second stage based on uncertainty 
realizations. 

All simulations are implemented by Gurobi 9.5 and Python 3.8 on a laptop with 
an 8-core Intel Core i7 processor and 16 GB memory. 


11.4.2 Comparison of Different Scheduling Model 


Based on the day-ahead decisions obtained in the first stage and the uncertainty 
realizations of AES arrival and PV generation observed in the second stage, the 
optimization results are shown in Table 11.3. The power balance in microgrid and 
the berth allocation of AES are illustrated in Figs. 11.5 and 11.6 respectively. 

In Case I, the berth allocation of AES and the power dispatch of microgrids are 
determined independently. Berths and QCs are pre-allocated before power dispatch 
with the highest AES service efficiency. All AESs immediately dock at allocated 
berths after arriving the seaport, and then departing as soon as possible. Despite the 
waiting and berthing cost of AES in Case I is lowest in the three cases, because 
the berth allocation of AES is determined without considering power dispatch 
constraints, the electricity supply costs are much higher than Case III. Therefore, joint 
operation of berth allocation and power dispatch is necessary for energy efficiency 
and economic benefits of seaport microgrids. 

In Case II, the berth allocation of AES and the unit commitment are determined 
without considering uncertain arrival. However, in the second stage, the actual arrival 
time of AES deviates from the planned arrival time, causing the infeasibility of the 
first stage decisions. That means for some AESs, the decision of berthing duration 
in the first stage cannot be implemented because the actual arrival time in the second 
stage is later than planned berthing start time (i.e., constraint (4.1) is violated). From 
this perspective, making day-ahead berth allocation schemes without considering 
AES arrival uncertainty may provide an infeasible solution when the actual arrival 
time of AES deviating from expectations. To obtain the scheduling results of oper- 
ational day, we deliberately re-schedule the AESs whose the first stage decisions 


Table 11.3 Optimization results in different cases 


Case I Case II Case II 
DG unit start-up/shut-down cost ($) 80.3 89.8 80.3 
Waiting and berthing cost of AES ($) 866.8 1284.8 1331.2 
Electricity purchase cost from main grid ($) 15,539.1 12,739.8 13,166.2 
DG unit generation costs ($) 11,248.6 10,347.4 9219.6 
Total Cost ($) 28,734.8 24,461.8 23,797.2 
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Fig. 11.5 The power balance in microgrids: a Case I; b Case II; ¢ Case III 
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Fig. 11.6 The intra-day berth allocation scheme of AES based on uncertainty realizations: a Case 
I; b Case II; ¢ Case III 
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are infeasible, as Fig. 11.6b shows. Additionally, because uncertain AES arrival is 
ignored, the decisions in the first stage are not optimal for the actual arrival situation 
in the second stage. Correspondingly, the total costs of Case II are higher than Case 
Il. 

In Case III, the berth allocation of AES and the power dispatch of microgrids are 
jointly optimized considering multiple uncertainties. Compare with Case I, the berth 
allocation and QC assignment schemes can be adjusted according to electricity price 
of main grid and available PV generation. Correspondingly, the power loads of AES 
and QC shifts to the time-period with lower unit supply cost, thus the total costs 
reduce by 4937.6$. Compare with Case II, the feasibility of first stage decisions in 
Case III can be guaranteed. Besides, more AES and QC loads shift to time-period 
with lower supply cost since the AES arrival uncertainty is considered. As a result, 
the total cost reduces by 664.6$. Therefore, the proposed two-stage joint scheduling 
model not only can guarantee the feasibility of the first stage decisions, but also can 
hedge with the multiple uncertainties well. 

Figure 11.5 illustrates the power balance in the second stage under uncertainty 
realizations. In Case I, AES and QC are non-dispatchable. The power loads of AES 
and QC distribute at the time-period with high unit supply cost, such as 15:00-20:00, 
leading to higher electricity purchase and DG generation costs. In Case II, AES and 
QC are scheduled jointly with power dispatch. The total costs reduce compared with 
Case I. However, the uncertainty of AES arrival is not considered. After re-scheduling 
of infeasible AES berthing duration, the electricity supply costs are still higher than 
Case III. Because the first stage decisions are made without considering uncertain 
AES arrival, which is not optimal under AES arrival uncertainty realization. In Case 
III, it can be found that some demands of AES and QC further shift to the time- 
period with lower unit supply costs. For example, the electricity purchase increases 
compared with Case II during 1:00-9:00 and 24:00-30:00. Correspondingly, the DG 
generation decreases during 10:00-24:00. Because the unit DG generation cost is 
higher than electricity price during valley, the increase of electricity purchase costs 
is lower than the decrease of DG generation costs. Therefore, the total costs of Case 
II are lower than Case II. 

The berth allocation of AES in the second stage under uncertainty realizations is 
shown in Fig. 11.6. In Case I, the berths and QCs are allocated with highest AES 
service efficiency. All AES start berthing immediately after arriving the seaport. 
In Case II, the red dotted line represents the day-ahead berth allocation scheme of 
AES. Because the berthing duration of AES is determined in the first stage without 
considering uncertain arrival time, the decisions become infeasible. For example, the 
AES#1 is arranged to start berthing at 1:00 in the first stage. However, the AES#1 
arrives the seaport at 3:00 in the second stage. The actual arrival time is later than 
planned berthing start time, causing that the first stage decision cannot be imple- 
mented. Thus, the AES#1 should be re-scheduled, and the actual berthing start time 
of AES#1 delays to 3:00. From this perspective, it can be found that the uncertain 
AES arrival influences not only the economic benefits, but also the feasibility of 
scheduling schemes. In Case III, the berthing duration of AES are determined in 
the second stage based on the uncertainty realizations. The total costs further reduce 
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due to flexible adjustment of AES and QC. Moreover, the scheduling schemes in the 
first stage can be implemented in the second stage without infeasibility. Therefore, 
compared with Case I and Case II, the proposed method can guarantee both economic 
benefits and the feasibility of scheduling schemes. 


11.4.3 Sensitivity Analysis of System Parameters 


The advantages of the proposed joint scheduling model may be affected by various 
parameters. This section investigates the impact of system parameters on the 
optimization results. 

The berthing related cost coefficients in Eq. (11.1) affects the proportion of berth 
allocation costs in total costs, thus further influencing the economic benefits of the 
proposed method. We set the cost coefficients as 10, 50, 100, 150 and 200% of 
basic value. Figure 11.7 shows the total cost and cost reduction ratio in different cost 
coefficients. 

For Case I and Case II, when the cost coefficients are low (e.g., 10% and 50), the 
waiting and berthing costs are negligible compared to electricity supply costs. The 
results are dominated by the power dispatch of microgrids. AESs are willing to adjust 
berthing position and berthing duration to reduce electricity costs. However, with the 
increasing of cost coefficients, the priority of berth allocation is growing. AESs are 
more sensitive to service efficiency and try to reduce the total waiting and berthing 
duration, which may lead to higher electricity supply costs. Therefore, a trade-off 
between the service efficiency of AES and the economic benefits of microgrids can 
be found by adjusting the cost coefficients. 

For Case II and Case II, considering that Case II and Case III both jointly optimize 
berth allocation and power dispatch, there is no an obvious unidirectional trend of cost 
reduction. Therefore, we can see that the berthing-related cost coefficients mainly 
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Fig. 11.7 Sensitivity analysis of berthing-related cost coefficient 
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Table 11.4 Optimization results under different historical data samples 


Number of historical data samples Expected value of total costs ($) 
100 23,736.2 
500 23,724.7 

1000 23,718.8 

2000 23,704.1 

5000 23,690.6 
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Fig. 11.8 Optimization results under different confidence level 


influence the trade-off between berth allocation service efficiency and electricity 
supply costs. 

Moreover, we further investigate the impact of the number of historical data 
samples and the confidence level on the optimization results, which are shown in 
Table 11.4 and Fig. 11.8 respectively. 

With the increase of confidence level, the expected value of total operational costs 
increases. This is because the higher confidence level will lead to a wider volatility of 
probability distribution, causing stronger uncertainties. As a result, more resources 
need to be scheduled to hedge with the stronger uncertainties. 

Similarly, the increase of historical data samples will decrease the value of 8; and 
0.0 in Eq. (11.38). Less volatility of probability distribution is allowed. Therefore, the 
expected value of total operational costs can reduce due to more realistic probability 
distribution. 
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Chapter 12 A) 
Port Electrification and Integrated get 
Energy Cases 


12.1 Port Carbon Allowance Projections 


Carbon emission quota refers to a certain quota of a given enterprise in the state. 
During the annual settlement, if the emissions exceed the allocated quota, it becomes 
necessary to purchase additional allowances from other enterprises to compensate. 
And if the emissions do not surpass the quota, the surplus carbon emission allowances 
can be sold. Therefore, in order to achieve the goal of carbon neutrality in green port, 
it is necessary to make the emissions equal to or less than the carbon quota. The 
difference between existing emissions and carbon allowances is the amount needed 
to be reduced each year. 

According to data from the National Bureau of Statistics, China’s carbon emis- 
sions in 2021 are 10 billion tons, and the country’s GDP is 117 trillion yuan. Based on 
the recent Q-Series report titled “From 10 billion tons to zero: How can China achieve 
its carbon neutrality goal” by the UBS research team and the latest data released by 
the Tsinghua University Institute of Climate Change and Sustainable Development, 
it is estimated that the country’s carbon emissions will be around 1.9 billion tons in 
2060. According to the forecasts of Tsinghua University, the Business and Finance 
Research Center of Waseda University and other institutions, the national GDP in 
2060 will be about 400 to 600 trillion yuan, and the median value in this report is 
500 trillion yuan. 

Let’s use the example of Rizhao Port in Shandong Province to illustrate carbon 
emissions. In 2021, Rizhao Port’s carbon emissions are 162,166 tons, and the 
throughput is 463.08 million tons. The forecast for Rizhao Port’s carbon emis- 
sion quota is determined based on the contribution of port throughput to GDP and 
the proportion of Rizhao Port’s carbon emissions in relation to the national carbon 
emissions. And the specific calculation formula is as follows: 
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r _ So y Cy c 
60 = 7% X ce xX Cio (12.1) 


where Co is the 2060 Rizhao Port carbon emission quota, Cé, is the national carbon 
emission quota in 2060, C3ọ is the 2021 Rizhao Port carbon emission quota, and C5, 
is the national carbon emission in 2021. T% is the throughput of Rizhao Port in 2060, 
and Tọ is the throughput of Rizhao Port in 2021. G§, is the national GDP in 2060, 
G5, and for the national GDP in 2020. 

According to the above formula, Rizhao Port’s carbon emission quota from 2022 
to 2060 can be determined by China’s projected total GDP and national carbon 
emissions. The comparison of carbon emission quotas and carbon emission forecasts 
without emission reduction measures is shown in Fig. 12.1 and Table 12.1 is shown. 
It can be seen from the figure that the carbon emissions of Rizhao Port will increase 
year by year without taking emission reduction measures, and the carbon emission 
quota will be reduced year by year with the gradual strictness of carbon emission 
requirements. And the difference between the two is the carbon emissions that Rizhao 
Port needs to reduce in the carbon neutrality action plan. 

According to the existing practice, when counting the total national carbon emis- 
sions, indirect carbon emissions have actually been calculated in the power generation 
and heat industries, and should not be included in the total national carbon emissions 
in order to avoid double counting. Secondly, the heavy oil consumption of some ports 
accounts for 20%, but it is mainly used for liner transportation consumption, and the 
carbon emission site is outside the port area and is not included in the port carbon 
emissions. 
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Fig. 12.1 Carbon emission forecast results under Rizhao Port’s carbon emission quota (blue curve) 
and no emission reduction measures (orange curve) 
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Table 12.1 Rizhao Port carbon emission quota and carbon emission forecast result table under no 
emission reduction measures 


Annual | CO2 emission allowances (10,000 tons) | Carbon emission forecast without emission 
reduction measures (10,000 tons) 
2021 162,166 162,166 
2022 168,659 171,896 
2023 159,160 183,929 
2024 153,374 196,804 
2025 148,007 208,612 
2026 145,806 219,043 
2027 144,308 229,995 
2028 144,136 241,495 
2029 140,111 251,154 
2030 137,655 258,689 
2035 83,746 271,885 
2040 54,401 284,342 
2045 36,556 294,434 
2050 25,554 303,374 
2055 17,775 311,034 
2060 12,966 317,305 


The measurement items of direct carbon emissions of ports include: (1) Carbon 
emissions from combustion generated by the production of port production equip- 
ment; (2) Transportation carbon emissions generated by port foreign vehicles in port 
activities; (3) Carbon emissions from combustion during the anchorage period of 
ships in port; (4) Carbon emissions generated by other energy-consuming facilities 
or capacity facilities in the port area. The indirect carbon emissions of Rizhao Port 
include: (1) Carbon emissions from electricity use; (2) Carbon emissions from heat 
or steam use. 

Taking Rizhao Port as an example, the total direct carbon emissions of Rizhao Port 
are approximately 162,200 tons. This includes around 101,200 tons from the carbon 
emissions of port production equipment, 24,400 tons from ships calling at the port, 
approximately 2.53 x 10,000 tons from foreign vehicles, and roughly 11,300 tons 
from domestic carbon emissions generated by non-production units like communi- 
cation companies, information companies, and hospitals. The main carbon emission 
sources of Rizhao Port in 2021 are shown in Fig. 12.2. 


(1) Carbon Emissions of Production Equipment in Rizhao Port 


Rizhao Port production equipment mainly includes: container loading and unloading 
equipment, including quay bridges, yard bridges, rail cranes and other equip- 
ment. Dry bulk loading and unloading equipment, including stacker/reclaimer, belt 
machine, door machine, ship unloader, ship loader and other equipment. Loaders, 


278 12 Port Electrification and Integrated Energy Cases 


Fig. 12.2 Proportion of Other 
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excavators and other mobile machinery, as well as ships, locomotives and other 
equipment. 

The main way to calculate the carbon emissions of port handling tools is to 
convert it into carbon emissions by calculating the amount of fuel consumed during 
production equipment operations. For production equipment that uses electricity, 
based on the existing commonly used carbon emission calculation rules in the world, 
electricity is included in the carbon emissions of the power plant when it is gener- 
ated, so on the consumption side, the equipment using electricity can be consid- 
ered to not produce carbon emissions. The main production equipment of Rizhao 
Port oil includes loaders, locomotives, excavators, environmental protection vehi- 
cles, jib cranes, dump trucks, reach stackers, forklifts, etc. The estimation of diesel 
consumption and carbon emissions of major production equipment in 2021 is shown 
in Table 12.2. 


(2) Carbon Emissions of Ships Calling at Rizhao Port 


Ships are means of transportation that can sail or moor in water for transportation or 
operations. Maritime transportation by ships holds significant importance in interna- 
tional logistics, serving as the primary mode of transport and also plays a vital role 
in establishing ports as essential logistics nodes. The emission of the ship is mainly 
determined by the emission of each engine and boiler, and each engine and boiler 
has different emission characteristics in different sailing conditions of the ship. 

The emission of the ship is mainly determined by the emission of each engine and 
boiler, and each engine and boiler has different emission characteristics in different 
sailing conditions of the ship. 

Navigation status: sailing in open water, such as sailing in the sea; 

Operational status: navigation in restricted waters, such as sailing from the 
warning area to the breakwater; 

Berth status: the ship is docked at the berth, generally in the loading and unloading 
operation; 
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Table 12.2 Estimation of diesel consumption and carbon emissions of main production equipment 
in Rizhao Port 


Device name Quantity Diesel consumption (t) Carbon emissions (t) 
Loader 208 11,373 35,938.68 
shipping 27 8733 27,596.28 
locomotive 16 4166 13,164.56 
excavator 75 2343 7403.88 
Eco-friendly vehicles 155 2041 6449.56 
Curved boom crane 24 939 2967.24 
Dump truck 22 767 2423.72 
Reach stacker 10 479 1513.64 
Forklift 70 430 1358.80 
Other 106 753 2379.48 
Total 713 32,024 101,195.84 


Anchorage status: the ship docks at the anchorage; 

Transfer status: The state in which a ship is transferred from a berth or anchorage 
to another berth or anchorage. 

Carbon emissions other than berthing and anchorage are not included in the carbon 
emissions of Rizhao Port Area, so they are not considered in this chapter. According 
to the above principles, the calculation principle of ship carbon emissions is shown 
in Fig. 12.3. 

In the above state, in addition to the navigation state and operation state, the ship 
needs greater power to sail and start the main engine, and the other states basically 
only use the auxiliary engine and boiler to provide power or energy to maintain the 
power required by the ship in the non-sailing state and operating state. This book 
studies the carbon emissions of port integrated logistics. It can be considered that 
the status of ships sailing in development waters and some restricted waters is not 
affected by the port integrated logistics system, but is only affected after the ship 
enters the entry and exit channels. Therefore, the navigation state and most of the 
operating states do not belong to the carbon emission measurement scope of the port. 
The calculation method of carbon emissions of ships calling at Rizhao Port can be 
found in the appendix. 


(3) Carbon emissions From Foreign Vehicles in the Port 


Foreign vehicles in the port mainly include collection and distribution of inbound 
and outbound trucks. Studies have shown that the driving characteristics of motor 
vehicles have a significant impact on their emissions, with speed having the most 
significant impact on emissions. The emission model based on average speed corrects 
the emission factor by using the average speed as a parameter, and then multiplies the 
modified factor by the number of vehicle kilometers to obtain the total emissions, 
which is generally suitable for macro and meso scales. A speed-based emissions 
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Fig. 12.3 Calculation of carbon emissions from ships 


model can be represented by the following mathematical formula: 
E=Lxe (12.2) 


where E is the total carbon emission of the vehicle, L is the mileage driven, and e is 
the carbon emission factor that takes into account the speed correction. According 
to the data, the carbon emission factors of large and medium-sized trucks (trucks) 
are shown in the following table 12.3. 


12.2 Port Energy Consumption and Carbon Emission 
Projections 


China’s major decision to reach carbon peak and carbon neutrality highlights China’s 
strategic determination and responsibility as a major country in the construction of 
ecological civilization, and releases a positive signal to the world that China firmly 
follows the path of green and low-carbon development and leads the construction of 
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Sen fone eae Speed (km/h) Truck/truck carbon emission factor (g/km) 

medium-sized trucks (trucks) 10 1188 
20 725 
30 487 
40 388 
50 329 
60 289 
70 261 
80 240 
90 223 
100 210 


global ecological civilization and a beautiful world. In order to help achieve the dual 
carbon goals, this project will first make a forecast of Rizhao Port’s energy consump- 
tion from 2022 to 2060. Based on the throughput data, energy consumption data and 
carbon emission data of Rizhao Port from 2016 to 2021, the future throughput, energy 
consumption and carbon emissions of Rizhao Port are forecasted. In this process, 
throughput prediction is greatly affected by world economic development and inter- 
national political and economic situation, and has high uncertainties. At the same 
time, the types of port energy use are also affected by technological development 
and policy factors, and have great uncertainties. 

First, the preliminary analysis of the problem is carried out, and the throughput 
forecast is based on the global maritime market demand forecast, the national port 
transportation development and the 14th Five-Year Plan of Rizhao Port released by 
the China Industry Research Report Network. Rizhao Port handles eight types of 
goods: iron ore, containers, crude oil, coal, wood chips, steel, soybeans and bauxite. 

It is predicted that the transportation volume of oil, gas and products will maintain 
slow growth until 2030, and will gradually decrease after 30 years due to the impact 
of energy consumption depletion, energy conservation and emission reduction. Iron 
ore and steel throughput maintain rapid growth before 2030, but slow down after 
2030. The throughput of coal and its products, timber and grain maintain a steady 
growth trend, but subject to the slowdown in globalization after 30 years. Other cargo 
types are mainly transported in the form of containers, and the throughput growth 
is relatively fast, and it will maintain a growth rate of about 1.5% in 2050. The 
prediction results of various cargo throughput are shown in Fig. 12.4, where blue 
curve represents historical data and orange curve represents forecast data. 

Based on the above cargo types and global development situation of Rizhao Port, 
the throughput forecast results of Rizhao Port from 2022 to 2060 (annual fore- 
cast from 2022 to 2030, and every five years from 2030 to 2060) are obtained, 
as shown in Fig. 12.5 and Table 12.4. It can be seen that from 2006 to2030, the 
throughput of Rizhao Port has been in a stage of rapid growth. From 2030 to 
2060, throughput growth slows due to the slowdown in globalization and possible 
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Fig. 12.4 Forecast of various cargo throughput in Rizhao Port 


geographical conflicts, and the final throughput forecast for 2060 is around 830 
million tonnes. 

On the basis of Rizhao Port throughput forecast, taking the energy structure and 
energy consumption data of Rizhao Port in 2021 as a reference, the total energy 
consumption of Rizhao Port from 2022 to 2060 is obtained by the equal proportion 


90000 
80000 
70000 
60000 
50000 


40000 rs 


30000 


Throughput/10000 tons 


20000 
10000 


0 
2010 2020 2030 2040 2050 2060 2070 


Year 


Fig. 12.5 Overall throughput of Rizhao Port 
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Table 12.4 Summary table of the overall throughput of Rizhao Port 
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Annual | Throughput historical data (10,000 | Annual | Throughput prediction results (10,000 
tons) tons) 
2016 33,792 2026 57,421 
2017 34,639 2027 60,292 
2018 36,092 2028 63,306 
2019 37,885 2030 67,814 
2020 40,739 2035 71,273 
2021 42,511 2040 74,539 
2022 45,062 2045 77,184 
2023 48,216 2050 79,528 
2024 51,591 2055 81,536 
2025 54,686 2060 83,180 


method, that is, the relationship between various energy consumption and the total 
throughput of Rizhao Port is considered to be a positive proportional relationship. 
As the throughput increases, the energy consumption increases in equal proportion. 
The specific formula of the method is shown in the appendix. 
The specific energy consumption of each sub-item is shown in Table 12.5. 
According to the energy consumption forecast results and the carbon emission 
statistics of ships calling at Rizhao Port, 3.33 tons of carbon dioxide are produced 


Table 12.5 Energy consumption by sub-item 


Year Throughput (10,000 | Gasoline/ | Electricity (million | Natural | Discounted 
tons) diesel (t) kWh) gas (t) coal (t) 
2022 =| 45,062 35,518 34,945 2449 99,063 
2023 | 48,216 38,004 37,391 2620 105,998 
2024 =| 51,591 40,664 40,008 2803 113,418 
2025 | 54,686 43,104 42,409 2972 120,223 
2026 | 57,421 45,259 44,529 3120 126,234 
2027 | 60,292 47,522 46,756 3276 132,546 
2028 | 63,306 49,898 49,094 3440 139,173 
2029 | 65,839 51,894 51,057 3578 144,740 
2030 =| 67,814 53,451 52,589 3685 149,082 
2035 | 71,273 56,177 55,272 3873 156,687 
2040 | 74,539 58,751 57,804 4050 163,866 
2045 | 77,184 60,837 59,856 4194 169,682 
2050 | 79,528 62,684 61,673 4322 174,834 
2055 | 81,536 64,267 63,230 4431 179,249 
2060 | 83,180 65,562 64,505 4520 182,862 
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by the complete combustion of 1 ton of gasoline/diesel, and 2.85 tons of carbon 
dioxide is produced by the complete combustion of | ton of natural gas. The carbon 
emissions of Rizhao Port from 2022 to 2060 are obtained, as shown in Fig. 12.6 and 
Table 12.6. Under the existing energy ratio, based on the prospect analysis of the 
stable development of Rizhao Port, if carbon neutrality is not adopted, the carbon 
emissions of Rizhao Port in 2060 will be 1.5 times of the current level. The huge 
increase in carbon emissions will prevent Rizhao Port from achieving its carbon 
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neutrality goal. 


Prediction of carbon emissions in Rizhao Port 
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Fig. 12.6 Carbon emission projections without emission reduction measures 


Table 12.6 Carbon emission forecast table without emission reduction measures 


Annual CO2 emissions (10,000 tons) Annual CO2 emissions (10,000 tons) 
2022 171,896 2030 258,689 

2023 183,929 2035 271,885 

2024 196,804 2040 284,342 

2025 208,612 2045 294,434 

2026 219,043 2050 303,374 

2027 229,995 2055 311,034 

2028 241,495 2060 317,305 

2029 251,154 - - 
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12.3 Port Low-Carbon Planning 


According to the requirements of carbon peaking and carbon neutrality, as well as 
comprehensive consideration of the 14th Five-Year Plan for Port Action and national 
policies, the action plan for ports to achieve the dual carbon goal is divided as follows. 


12.3.1 Action Plan for Electrification Equipment 


From 2022 to 2030, the preparatory period for achieving carbon peak and carbon 
neutrality will be deeply optimized, the proportion of electrification equipment will 
be further increased, and electric energy substitution technology will be fully applied 
in transportation vehicles and mobile machinery. By 2025, the technical level of elec- 
trification equipment such as electric trucks, electric tugboat ships, and electric flow 
machines will be further developed, and it will have a relatively stable market supply 
capacity. Rizhao Port will phase out diesel equipment, including trucks, locomo- 
tives, loaders, excavators, forklifts, reach stackers, environmental protection vehi- 
cles, dump trucks, etc., and replace them with electrified equipment to achieve a 
high degree of electrification. 

By 2035, the technology of electrification equipment is expected to reach a mature 
stage, with a gradual decrease in economic costs. Additionally, the marketization 
level will see further improvement, resulting in a 100% adoption rate of electric 
drive equipment, and there will be rapid development in electric energy replacement 
technology. 2030-2035 is the adaptation period of energy transformation to achieve 
carbon peak and carbon neutrality. The number of electrification equipment continues 
to increase, and the number of vehicle electrification equipment with mature electric 
drive technologies such as trucks and tractors will grow rapidly. 

From 2035 to 2045, the energy transition to achieve carbon peak and carbon 
neutrality is gradual, and the port has the ability to implement large-scale electri- 
fication transformation, which is the golden period for the port to carry out large- 
scale electrification transformation. The number of electrified equipment doubles. 
By 2045, there will be 2.5 times as many electrified trucks as in 2025, and the rest 
of the electrified equipment will be more than three times that of 2025. 

From 2045 to 2055, the energy transition to achieve carbon peak and carbon 
neutrality will accelerate, the cost of electrification equipment will be rapidly 
reduced, and all types of electrification equipment will grow explosively. By 2055, 
there will be three times as many electrified trucks as in 2022, and more than four 
times as many electrified devices as in 2022. 

2055-2060 is the energy transition period to achieve carbon peak and carbon 
neutrality, and the completion of the carbon neutrality goal will be completed. Carbon 
emissions will reach the lowest point since 2022 in 2060, the number of electrification 
equipment will increase by about 10% per year, and the quality level will be deeply 
optimized. 
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12.3.2 Action Plan for New Energy 


New energy construction plans include shore power, wind turbines, photovoltaics 
and hydrogen energy equipment. 


(1) Construction Plan of Shore Power Berths 


For shore power, the ship uses oil-fired power generation auxiliaries to supply 
power to the load during arrival and docking, which will produce a large amount 
of fuel exhaust emissions, bring serious air and water pollution problems to the port, 
and put greater pressure on environmental protection and sustainable development. 
According to statistics, 70% of the world’s ship waste emissions occur in the near 
port area, of which 60%-90% occur during berthing, and the ship call in port will 
produce a large amount of carbon emissions and cause serious pollution impacts on 
the area near the port. The shore power system refers to the power supply system that 
replaces the ship’s power generation auxiliary during the ship’s arrival and port call, 
and provides the power required for the ship’s pumps, ventilation, lighting, commu- 
nications and other loads during the ship’s arrival and docking. The use of shore 
power for energy supply by ships in port is of great significance to reduce regional 
environmental pollution, reduce the energy cost of ships in port and improve energy 
efficiency, and is one of the effective ways for port energy conservation and emission 
reduction. 

In combination with the current use of shore power in the port, the shore power 
construction action plan is formulated as follows. (1) Increase the construction of 
shore power equipment. According to the overall plan of carbon peak and carbon 
neutrality of Rizhao Port, it is recommended that Rizhao Port maintain the construc- 
tion of new shore power piles every year after 2030, and the shore power berth 
coverage rate will reach 9 5 by 2055% or more. (2) Improve shore power service 
capacity. After the completion of shore power pile construction, the shore power 
cable intelligent management system, ship-shore quick connection device and auto- 
matic synchronous merging device should be gradually completed, so as to improve 
the efficiency of shore power access to ships and reduce labor costs. At the same time, 
a shore power management system and operation service platform should be estab- 
lished to fully integrate shore power facility information, and provide ship users with 
services such as power connection guidance, ship monitoring, and shore power oper- 
ation monitoring, so as to improve the convenience of shore power use and increase 
the use of shore power. (3) Improve the shore power use mechanism, improve the 
shore power service fee pricing mechanism, and establish a dynamic service fee 
pricing mechanism on a long-term scale based on price information such as oil 
prices, transformation costs and government subsidies to achieve mutual benefit and 
win-win results for both ships and ports, so as to guide more ships to connect to 
shore power. 


(2) Construction Plan of Wind Turbine 


Breakwater fans and shoreline fans are planned to be installed in green ports to 
increase the proportion of clean energy generation. Based on the current application 
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status of offshore wind power generation equipment and the application situation 
of other ports, this action plan selects 3-5 MW wind turbines to be installed on the 
shoreline and waveproof lifting of the port. According to the overall planning and 
step-by-step implementation of the principle of design, it is expected that the total 
proportion of wind turbines and photovoltaics will be more than 10% in 2030, and 
the wind turbines will reach more than 150 MW in 2060. 


(3) Construction Plan of Distributed PV 


Distributed photovoltaic is a more suitable new energy power generation method 
in green ports. It can effectively solve the problem of consumption, because the 
distributed photovoltaic power supply is on the user side, the power generation is 
supplied to the local use to achieve nearby consumption, which can effectively reduce 
the dependence on grid power supply and reduce line loss. The photovoltaic operation 
mode adopts the form of spontaneous self-consumption, and the power generation 
surplus can be connected to the Internet. Considering the economy and the needs of 
port operations, the installation location of photovoltaic equipment should be mainly 
located on the roof of warehouses and processing workshops. The roof PV equipment 
of different buildings should be independent of each other and adopt the azimuth and 
inclination angle that is most suitable for the type of roof. 


(4) Construction Plan of Hydrogen Energy Facility 


With the constant development of new energy technology and the continuous maturity 
of hydrogen energy technology, Rizhao Port can introduce hydrogen-powered equip- 
ment in the later stage to enrich the path of carbon neutrality. Hydrogen-powered 
equipments have been put into use in some ports at home and abroad, such as 
hydrogen-powered trucks, hydrogen-powered forklifts, hydrogen-powered bridge 
cranes, etc. According to the technical development and cost changes, hydrogen 
fuel equipment can be considered to replace electric equipment by referring to the 
hydrogen power equipment input scheme of domestic and foreign ports. 

In addition, as an emerging technical solution, hydrogen-powered tugboats can be 
used as one of the feasible solutions for hydrogen energy replacement in Rizhao Port. 
At present, hydrogen-powered tugboats are already in service in Germany, and in 
January2022, the German “Elektra” will serve as a demonstration of zero-emission 
vessels, the power system of which is designed for all kinds of inland and offshore 
vessels. In addition to propulsion, the ship’s electricity will also provide for the crew’s 
living and working needs. The waste heat generated by the ship’s fuel cells can be 
reused by heating continuous cold water. The vessel will use fuel cell technology 
to provide the basic energy for the drivetrain and electrical systems on board. At 
peak loads, the battery provides additional energy. The hydrogen supplied to the fuel 
cell is produced by electrolysis from green electricity generated by wind power. It 
is expected that after 2040, hydrogen-powered ship technology will become more 
mature, and its cost will be lower than that of electric tugboat ships, so it can be put 
into use. 
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12.3.3 Optimization Plan for Collection and Distribution 
System 


(1) Further Promotion of the Port Function Optimization, Transformation and 
Upgrading 


The intensive and large-scale development of ports will be promoted. The overall 
management and efficient utilization of shoreline resources should be strengthened, 
and the zoning and centralized arrangement of goods and types will be implemented. 
The level of port specialization and process needs to be improved. By Realizing the 
optimization of port stock resources and carrying out port specialization and process 
transformation, the terminal loading and unloading efficiency and production energy 
efficiency will be improved, so as to essentially essentially improve the operating 
environment of the port area. Focusing on the southern area of Shijiu Port Area, 
professional, process-oriented and intelligent transformation will be implemented to 
realize the entire process transportation and interconnection of ore, coal, grain and 
other berths and rear storage and transportation systems, minimize the short fall of 
automobiles, and create a leading smart green bulk cargo functional area in China. 
The dock will be green planned and its design level will also be improved. To 
expand the high-quality incremental supply of the terminal, the whole life cycle 
of the design, construction and operation of the new terminal will be integrated 
into the concept of green development. This is specifically manifested in strength- 
ening the energy-saving evaluation and process review of new engineering projects, 
strictly controlling the energy consumption of unit products of the terminal, and 
strengthening the management of pollution sources in construction and operation. 


(2) Optimization of the Structure and Organization Mode of Logistics and 
Transportation 


The proportion of collection and distribution of railways, waterways and pipelines 
needs to be increased. In accordance with the principle of “suitable iron is iron, 
suitable water is water, and suitable is public is public”, overall plans for the trans- 
portation of bulk goods “from road to iron and road to water” will be made. Bulk 
raw materials and industrial products such as coal and ore will be explored for 
transportation through railways, sealed corridors, pipelines, and other modes. 

“Scattered revisions” and “piecemeal recollections” need to be vigorously devel- 
oped. The special integrated service business such as “scattered reform collection”, 
“scattered collection” and railway open-top box evacuation will continue to be imple- 
mented. Bulk goods such as ore, coal, and coke will be converted into container 
railway collection and distribution ports, and the proportion of “piece recollection” 
of fertilizer, grain and other types of goods will be increased. Cooperation between 
Hong Kong and Hong Kong and port and shipping need to be strengthened, and 
measures such as preferential freight rates, space guarantees, and priority in trunking 
and entry and exit stations will be adopted to promote the rapid growth of “scattered 
and regrouped” cargo volume on waterways. 
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12.3.4 Operation Process Transformation Plan 


In the operation process, by using three-dimensional laser scanning technology, simu- 
lation processing technology, high-precision positioning technology, PLC control 
technology, computer software, etc., based on the realization of the automatic 
unloading operation control of grab type ship unloader, automatic loading opera- 
tion control of ship loader, automatic loading operation control of loading machine 
and digital dock, the equipment chain control model and ore terminal operation 
process full automatic control system are established according to the loading and 
unloading process operation line. They carry out the overall control of the operation 
line process, and achieve the whole process automation of unloading process, mixing 
process and loading process, which realizes the automation and centralized control 
of the whole process of dry bulk cargo terminal operation and improves the level of 
terminal management. 

The application of tubular belt conveyor technology in ports is planned to increase. 
The “tubular belt conveyor” process replaces the traditional dump truck transfer 
method to realize the “oil to electricity” of bulk cargo transportation. The trans- 
formation of bulk cargo operation process will be strengthened. Pilot study will be 
carried out on the application of full-process technology for conditional professional 
dry bulk terminals. Promoting the full-process system project of berths in the south 
operation area of Shijiu Port Area will realize the full process transportation and inter- 
connection of ore, coal, grain and other berths and rear storage and transportation 
systems, minimize the short fall of cars, create a new model of port transformation 
and upgrading, and establish a “new benchmark of smart and green dry bulk cargo 
operations”. The automation reconstruction project for the loading and unloading 
process system of the yard behind the bulk cargo berth will be continued, and the 
construction of the automated yard and the stacker, reclaimer and belt transportation 
system will be carried out step by step, realizing the specialization and automation of 
the ore loading and unloading process. The general bulk cargo terminal gives priority 
to the use of energy-saving mobile hopper loading method for unloading operations 
to reduce energy consumption in shore loading and unloading. 


12.3.5 Action Plan for the Construction of Management 
Mechanisms 


(1) Further Advancing the Management of Low-Carbon and Green Develop- 
ment in Ports 


Using advanced science and technology and modern systems, the overall planning 
for the low-carbon and green development of the port industry are made. In terms of 
port production equipment management, the corresponding inspection plan should 
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be formulated, and the corresponding management system should be strictly imple- 
mented in the production and operation process, so as to realize the port’s low-carbon 
green development goal. 

In addition, in order to make all employees participate in the low-carbon and 
green construction of the port, a certain reward and punishment mechanism should 
be formulated for employees, encourage employees to carry out technological inno- 
vation, and actively contribute to the low-carbon and green development of the 
port. 


(2) Strict Limitations on the Entry and Exit of Equipment with High Fossil 
Energy Consumption 


In the production and operation of the port, the most important source of carbon 
emissions is some production machinery and equipment in the port, which generally 
need to consume large fossil energy and emit a large quantity of polluting gases. 
In view of this phenomenon, port enterprises should strictly manage it, establish a 
strict assessment mechanism for the use and withdrawal of equipment, set energy 
consumption and carbon emission limit standards for the equipment used, and replace 
some old, high-energy, polluting machinery and equipment in time. 


(3) Promoting Energy-Saving Technologies and Advocating for Low-Carbon 
Practices 


Publicity and education activities on low-carbon green development within the port 
industry should be carried out actively, so that the concept of low-carbon green 
development of the port is deeply rooted in the hearts of the people. This will promote 
the employees of port enterprises to actively participate in the low-carbon green 
development of the port, consciously practice various relevant policies and systems, 
set an example, and make due contributions to the low-carbon and green development 
of the port. It is also necessary to actively develop the active role of employees in 
the construction of low-carbon green ports, encourage innovation, and strengthen the 
training of various energy-saving and environmental protection technologies. 


(4) Establishing the Port Smart Energy Management Platform to Facilitate 
Regional Low-Carbon Operations 


A smart energy ecological management platform for Rizhao Port will be built to 
monitor and manage the comprehensive energy system of Rizhao Port in real time, 
integrate 5G communication, carbon footprint tracking, Internet of Things and other 
technologies to improve Rizhao Port’s energy ecological management capabilities 
and low-carbon service capabilities. Through the smart energy ecological manage- 
ment platform, Rizhao Port’s comprehensive energy system is digitally intelligently 
supervised, managed and served, and carbon reduction services are created from 
source to terminal aggregation, ensuring energy supply and safe and efficient manage- 
ment in the port area, mastering the overall energy consumption, realizing refined 
management, helping energy conservation and consumption reduction, escorting safe 
production, and realizing green safety in the port area. 
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In summary, it can be seen that as long as the port through the above measures, 
it can achieve carbon peak in 2030 and carbon neutrality in 2060. After the above 
measures, the port can achieve deep optimization of energy structure, and achieve 
remarkable results in energy conservation and carbon reduction; The transportation 
structure is significantly optimized, and the logistics system is clean and efficient; 
The port structure has been greatly optimized, and the industrial structure has been 
comprehensively transformed; The low-carbon management means have been inno- 
vated and the green and intelligent coordinated development has been realized; The 
environmental governance mode has been innovated, and the synergy of pollution 
reduction and carbon reduction has been achieved. A world-class marine port will 
be built, including the world’s leading smart green port, the world’s leading logis- 
tics hub port, the world’s leading industry-city integration port, the world’s leading 
financial and trade port, and the world’s leading cruise cultural tourism port. 
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